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PREFACE TO THE FIRST EDITION. 



^0^ 



The object of the following work is to give Data^ Eules, 
and Tables to facilitate the practical application of the 
Laws of Heat to the Useful Arts. 

The subject has throughout been largely illustrated by 
Examples worked out in detail^ and this has led to calcu- 
lations more or less complicated ; but the author's special 
desire to make the ^'principles" of the subject clear to the 
'^&reader could not be so well attained by any other means. 
^^ The authorities from whom the Experimental Data, &c., 
^ are derived, are for the most part given as they occur ; 
(^ but Peclet's great work, ' Traite de la Chaleur,' should be 
3 more particularly mentioned. 



^ 



Bath, August^ 1868. 



PREFACE TO THE SECOND EDITION. 



This new Edition is for the most part based on the former 
oue, but considerable additions have been made through- 
out^ especially in the chapters on Evaporation^ Heating 
Liquids and Air, Ventilation^ &q., and some errors have 
been corrected. A copious Index has also been added, 
which, it is hoped, will render the work more convenient 
as a book of reference, and more generally useful. 



Sandown, Augustj 1876. 
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PRACTICAL TREATISE ON HEAT. 



CHAPTER L 



GENEBAL PBINOIPLES AND DATA. 



(1.) " Unit of Heiat" — ^It is necessary to have a standard for 
measuring the amount of heat absorbed or evolved during any 
operation : in this country the standard " unit " is the amount 
of heat required to raise the temperature of a pound of water at 
82°, one degree Fahrenheit. It is necessary thus to restrict it 
to 32°, because the specific heat of water varies slightly with 
the temperature, as shown by (8). 

(2.) " Specific Heat" — Different bodies require very different 
quantities of heat to effect in them the same change of tempera- 
ture. The capacity of a body for heat is termed its '' Specific 
Heat," and may be defined as the number of units of heat neces- 
sary to raise the temperature of 1 lb. of that body 1° Fahr. 
Table 1 gives its value for most of the solid and liquid bodies 
commonly met with in practice, and shows that it is very vari- 
able; for instance, mercury requires only ^^^th of the heat 
necessary for the same weight of water. The specific heat of 
all bodies (except gases) increases with the temperature ; this is 
shown by Table 2, from the experiments of Dulong and Pouillet. 
With a variable rate it is necessary to distinguish the specific 
heat hetween two given temperatures from that at a given tempe- 
rature, as explained for variable expansion in (26). At ordinary 
temperatures the departure from uniformity is not great; for 
instance, Table 2 shows that at the high temperature of 2192° 
the^pecific heat of platina is only 14 per cent, greater than at 
212°, and in most cases we may admit a imiform rate having the 
value given by Table 1. Thus, to heat 200 lbs. of cast ii*on 

B 
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120° would require 200 x 120 x -12983 = 3116 units of heat; 
the same weight of water requiring 200 x 120 = 24000 units^ 
or nearly eight times the heat required for cast iron. 

Table 1. — Of the Specifio Heat of Soud and Liquid Bodies, being 
the number of Units of Heat necessary to heat One Pound of the 
Body 1° Fahrenheit 



Metals — 

Cast Iron 

Wrought Iron 

Zinc •. 

Copper 

Brass 

Silver 

Tin 

Mercury .. .. 

Gold 

Flatina 

Lead .. 

Bismuth 

Woods— 

Pine 

Oak 

Birch 

Earths, &o. — 
Ice 

Beeswax 

Spermaceti 

Coal 

Marble 

Chalk 

Sulplmr 

Coke 

Glass .. .. 

Burnt Clay. 

Liquids — 

Water at 32° 

Alcohol (sp. gr. • 793) 

Ether, Sulphuric 

Oil of Turpentine .. .. 

Petroleum .. 

OUveOa .. , 



SpecditeHeat 



•12983 
•11379 
•09555 
•09515 
•09391 
'05701 
•05695 
•03332 
•03244 
•03243 
•03140 
•03084 

•650 
•570 
•480 

•504 
-450 
'320 
"2777 
-21585 
21485 
•20259 
-20085 
-19768 
•185 

•000 
622 
-477 
-472 
-434 
-3096 



Authority. 



Begnault. 



>» 
>» 
«t 
»> 

n 
n 
n 
t» 
»» 
»» 
>» 

Mayer. 

» 

V 

Person. 

Gadolin. 

Irvine. 

Crawford. 

Begnault. 

ft 

»» 

>» ■ 

»i 
Gadolin. 



Dalton. 

Begnault. 

Despretz. 

Begnault. 

Lavoisier. 



(3.) The specifio heat of water varies slightly with the 
temperature, as shown by the experiments of Begnault in 
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Table 2. — Of the Yabiation in the SPEaFic Heat of Bodies at 

different Temperatures. 









Between 


Between 


Between 






S2P and 217P. 


320 and 392^. 


32© and 612P. 


Mercury (Dolong) 




•0330 


• • 


•0350 


Silver „ 






•0557 


• • 


•0611 


Zinc ^ 






•0927 


• • 


•1015 


Copper „ 






•0940 


•1013 


• • 


Iron „ 






•1098 


•1160 


•1218 


Platina 






•0335 


• • 


•0355 


Antimony „ 






•0507 


•• 


•0547 


Glass „ 






•1770 


•• 


•1900 




• • 


At 2120. 


At 672°. 


At9320. 


Atl2920. 


At 1832°. 


At 21920. 


Platma (Ponillet) 


•03350 


•03434 


•03518 


•03602 


•03728 


•03818 



Table 3. Thns, at 446^ it is about 5| per cent, greater than at 
32^; the difference is small, and for most practical purposes 
may be neglected, but where great accuracy is required for the 
purposes of science, it should be remembered and allowed for. 

Liquids differ less in specific heat among themselves than 
solids, being seldom less than one-third that of water : in all 
probability the specific heat of all liquids increases with the 
temperature, as is the case with water, but of that we have no 
experimental evidence. 

Dulong has shown that the specific heat and the atomic weight 
of simple bodies are inversely proportional to each other, so that 
their product is in all cases constant, and this law has been con- 
firmed by Eegnault. In Table 4 the specific heat is taken from 
Table 1 and the atomic weights from Table 40, and the third 
column shows that their product is constant, or nearly so, the 
mean of the whole being 40. This law is useful by enabling us 
to find the specific heat from the atomic weight, or vice versa. 
Thus we do not know the specific heat of aluminium, but by 
Table 40 its atomic weight is 171*16 ; therefore by the law of 
Dulong its specific heat will be 40 -M71 • 16 = • 2337 : similarly 
for nickel we obtain 40 -r- 369 • $7 = • 1082 ; Eegnault's experi- 
ments give * 10863. 

B 2 
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Table 3, — Of the Speoifio Heat of Wateb at different Tempera- 
tures, according to the Experiments of Begkault. 



Temperature 

Air-Thermo- 
meter. 
Fahr. 


Difference 
from 320. 


Units of Heat 

to raiae 

1 lb. of Water tram 

329 to the given 

Temperature. 


Mean 

Spenlflc Heat 

between 32° 

and the given 

Temperature. 


Specific Heat 

at the given 

Temperature. 


o 
32 





0-0000 


• • 


1-0000 


50 


18 


18-0036 


1-0002 


1-0005 


68 


36 


36-0180 


1-0005 


1-0012 


86 


54 


54-0468 


1-0009 


1-0020 


104 


72 


72 0918 


1-0013 


1-0030 


122 


90 


90-1546 


1-0017 


1-0042 


140 


108 


108-2466 


1^0023 


1-0056 


158 


126 


126-3780 


1-0030 


1-0072 


176 


144 


144-5076 


1-0035 


1-0089 


194 


162 


162-6858 


1-0042 


1-0109 


212 


180 


180-9000 


1-0050 


1-0130 


230 


198 


199-1538 


1-0058 


1-0153 


248 


216 


217-4508 


1-0067 


1-0177 


266 


234 


235-7946 


1-0076 


1-0204 


284 


252 


254-1870 


1-0087 


1-0232 


302 


270 


272-6316 


1-0097 


1-0262 


320 


288 


291 1338 


1-0109 


1-0294 


338 


306 


309-6936 


1-0121 


1-0328 


356 


324 


328-3164 


1-0133 


1-0364 


374 


342 


347-0022 


1-0146 


1-0401 


392 


360 


365-7600 


1-0160 


1-0440 


410 


378 


384-5880 


1-0174 


1-0481 


428 


396 


403-4916 


1-0189 


1-0524 


446 


414 


422-4744 


1-0204 


1-0568 


(1) 


(2) 


(3) 


0) 


(6) 



(4.) " Specific Heat of Air and Gases." — When air is heated 
in a closed vessel, the yolume remaining constant, the pressure 
is increased ; if, on the contrary, the air is suffered to expand 
freely by increase of temperature, the pressure may remain con- 
stant. Now, the specific heat of air, or the amount of heat 
required to effect a given change of temperature, is different 
under these two conditions, for reasons that will presently 
appear. 

As the basis of exact calculation, we may admit from 
Begnault's experiments, that a litre of air at 32^ Fahr., under a 
pressure of * 76 metre of mercury in the barometer also at 32°, 
weighs 1*293187 gramme, and that a litre of mercury at 
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Table 4. — Of the Atomic Weights of Metals multiplied by their 

Specific Heat. 



MetaL 



Wrought Iron .. 

Zinc 

Copper 

Tin 

Gold 

Platina 

Lead 

Bismuth 

Sulphur 

Mean 



Specific Heat, 

S. 

Regnault. 



•11379 
09555 
09515 
•05695 
•03244 
03243 
•03140 
•03084 
-20259 



Atomic 

Weights, 

W. 



Prodact, 
SxW. 



339- 
403 
395 
735' 
1243 
1233 
1294 
1330 
201' 



2 

23 

69 

29 

01 

5 

5 

37 

16 



38-60 
38-53 
37-65 
41-60 
40-32 
40-00 
40-65 
41-03 
40-75 



40-00 



32^ weighs 13595*93 grammes. Eedncing these to English 
measures, the metre being 39 - 3708 inches, we have 39 * 3708 x 
*76 = 29*922 inches of mercury in the barometer. Then, a 
gramme being * 00220462 lb., and a litre 61 * 02711 cubic inches, 
the weight of a cubic inch of mercury will be 13595*93 x 
•00220462-^61*02711 = -49116 lb., and a column 29*922 
inches high will exert a pressure of * 49116 x 29 - 922 = 14* 696 
lbs. per square inch, or 14*696 x 144 = 2116*2 lbs. per square 
foot. A litre being * 035317 cubic foot, a cubic foot of air at 
32° weighs 1-293187 x -0020462 -4- * 035317 = * 080726 lb., 
and 1 lb. of air measures 1 --r '080726 = 12*387 cubic feet. 

(5.) *' Specific Heat with Constant Pressure" — Imagine a gas- 
holder so well balanced as to exert no pressure on the enclosed 
gas beyond that due to the pressure of the atmosphere, and let it 
contain 1 lb. of air, or 12*387 cubic feet at 32^ If heat be 
applied so as to raise the temperature 1^ or to 33°, the air would 
be expanded slightly, and the gas-holder would rise to allow of 
that expansion. The amount of heat required under these cir- 
cumstances, according to Begnault's experiments, would be 
•2379 unit, or the amount that would have raised the tem^ 
perature of the same weight of water *2379 of a degree. 
Table 5 gives in coL 1 the amount for other gases imdei 
similar conditions. 
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Table 5. — Of the Specific Heat of Gases and Vapoub. 



Relative 
Specific 
Gravity. 


Ga8,&c. 


Apparent 

Specific Heat 

with 

Preasure 

Constant by 

Kegnault's 

Experiments. 


Normal 

Specific Heat 

with 

Volume 

Constant 

calculated. 


Ratio of Specific Heat 

under Constant Pressure 

to Spedflc Heat with 

Volume Constant 


Air = l*0. 


o^<^^ ^^^i 


1-00000 
1 - 10563 
0-06926 
0-97137 
1-52901 
0-96740 

1-17488 

2-45307 
0*62350 


Atmospheric Air .. 

Gas, Oxygen .. 
„ Hydrogen 
„ Nitrogen 
„ Carbonic Acid 
„ Carbonic Oxide 

( „ Sulphuretted \ 
\ Hydrogen ../ 
„ Chlorine.. 

Vapour of Water .. 


•2379 
-2182 
3-4046 
-2440 
-2164 
•2479 

-2423 

•1214 
•4750 

(1) 


•16866 
-15558 
2*4046 
• 17272 
-17112 
-17633 

•18336 

-09317 
-36400 

(2) 


1-4105 

1-402 

1-416 

1-412 

1-264 

1-406 

1-321 

1-303 

1-305 

(3) 


1-421 
1-415 
1-407 

l-*338 
1-427 

• • 

• • 

• • 

(4) 



(6.) "Specific HecU with Constant Volume," — ^In the case we 
have just considered, the * 2379 unit of heat not only raised the 
temperature of the pound of air 1°, but also did a certain amount 
of mechanical work in raising the gas-holder against the pressure 
of the atmosphere, and this was unavoidable, because the essential 
condition assumed, namely, that the pressure should be constant, 
necessitated increase of volume by expansion and the expendi- 
ture of a certain portion of heat in performing mechanical 
work. 

Say that our gas-holder, holding 1 lb. of air at 82^, was 
1 foot square on plan, therefore 12*387 feet high, then the 
pressure of the atmosphere on the top of it would be 2116 * 2 lbs., 
as we have seen in (4), and that weight has to be raised a 
certain distance when the gas-holder rises by the air expand- 
ing. By the rule in (27) the volume at 88° would become 

12*387 X ^ It'tll = 12-41226 cubic feet, so that the gas- 
45o-4:-[-ois 

holder rises with its load 12-41226 - 12*887 = * 02526 foot, 

and we have •02526 x 2116^2 = 58*455 foot-pounds of work 

done. By Joule's experiments (46) the mechanical equivalent 

of a unit of heat is 772 foot-pounds, hence the work done in our 
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ease requires 53 • 455 -7- 772 = • 06924 unit of heat. But if the air 
had been heated in a dosed vessel this mechanical work would not 
have been done at all, expansion being prevented, and the pound 
of air would then have required only -2379 - * 06924 = • 16866 
unit of heat to raise its temperature P, hence '16836 is the 
specific heat of air with constant volume, that with constant 
pressure being -2379. The ratio is therefore *2379 -7- '16866 
= 1-4105 to 1-0. 

(7.) Again, with hydrogen the specific heat with constant 
pressure is 3*4046 by Table 5, and the volume of 1 lb. at 32'' 
by coL 1 of Table 39 is 12-387 ^ -06926 = 178-87 cubic feet. 
At 33^ its volume would become 

178-87 X t^f'^1"Qo = 179-23474 cubic feet, 
458-4 + 32 

and the gas-holder 1 foot square on plan and 178-87 feet high, 
rises 179-23474 - 178-87 = -36474 foot; and the atmospheric 
pressure being as before 2116*2 lbs., the mechanical work done 
by the heat is -36474 x 2116-2 = 771-86 foot-pounds, which is 
equal to 771-86 -r 772 = 1 unit of heat nearly. With volume 
constant we should only require 3*4046 — 1-0 = 2-4046 units 
of heat to raise the temperature of a pound of hydrogen V ; 
the ratio is 8-4046 -f- 2-4046 = 1-416 to 1. 

(8.) From this we get a role applicable to all gases by which 
the specific heat with constant volume may be found from the 
known specific heat with constant pressure, and the specific 
gravity of the gas, then 

G 

in which S = the specific heat with constant pressure, S' with 
constant volume, and G = the specific gravity of the gas, air 
being 1-0. Thus, with hydrogen, in which S = 3-4046 by 
Table 5, and G = -06926 by Table 39, we have 

nearly as before. By this role we have obtained cols. 2 and 3 
in Table 5, taking as a basis the experimental specific heat under 
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constant pressure in col. 1. In col, 4 we have given the ratios 
found by the experiments of Dulong. 

(9.) " Specific Heat with variable Pressure and Volume." — ^It is 
important to observe that essentially the normal specific heat of 
air is that with volume constant or * 16866. By extraneous cir- 
cumstances of pressure, &c., the apparent specific heat may be 
much greater than that, but may idways be found by adding to 
the normal specific heat the extra amount due to the mechanical 
work done. 

Thus, say we take as before a pound or 12-387 cubic feet of 
air, and find the amount of heat necessary to double its volume 
not under the constant pressure of 2116*2 lbs. per square foot, 
but under a progressively increasing one. Say that instead of 
a dead weight we had a huge spiral spring giving 2116*2 lbs. 
with the normal volume at 32^, and double pressure or 4232 * 4 
lbs. when the volume was doubled by the gas-holder rising 
12 * 387 feet. In this case, therefore, neither the pressure nor 
volume would be constant. To double both the pressure and 
volume of air at 32°, its temperature must be increased 1471° '2, 
or from 32° to 1503°* 2 ; by the rule in (27) the volume would 
X. t. ,« oor, 2116*2 468*4+1471*2 ^, „„, 
then become 12*387 x j^g^r^ X ^ 53-4 + 32 = ^^'^^^ 

cubic feet. Now, on the principle just stated, merely to heat 
the pound of air 1471°* 2 we should require 1471 * 2 x ' 16866 = 
258 * 1 units of heat ; to this has to be added the heat required 
to do the mechanical work. The pressure increasing throughout 
the stroke or lift of the gas-holder in arithmetical progression, 
its mean is (2116*2 + 4232-4)-t- 2 = 3174*31bs., and the gas- 
holder rising with that mean load 12 * 387 feet, we have 12 * 387 x 
3174*3 = 39320-2 foot-pounds, requiring 39320 * 2 -r 772 = 
60 • 93 units of heat ; the total is 258* 1 + 60*93 = 309*03 units. 
In that case, as we require 309 * 03 units to heat a pound of air 
1471° • 2, the apparent specific heat is 309 * 03 -r- 1471 * 2 = • 210. 
(10.) Again, say that we have an arrangement such that as 
the gas-holder rose the pressure upon it was diminished to half 
the normal amount when the volume was increased from 1 to 
2*1, or to 12*387 X 2*1 = 26*0127 cubic feet. We should 
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have to increase the temperature only 24^*52, or from 82° to 

56° '52; by the rule in (27) the volume would then become 

.^ ^^rr 2116-2 458-4 + 56-62 ^^ ^^^„ ,. , 

12-387 X TnHQ-T ^ T^Q-A T-Qo = 26-0127 cubic feet, and 

1058-1 468 '4 + 82 ' 

the gas-holder would rise 26-0127 - 12-387 = 18-6267 feet 
To heat the air only we require 24-52 X -16866 = 4-13 units; 
the mean pressure is (2116-2 + 1068-1) -7-2 = 1687-15 lbs., 
and the mechanical work done by the heat 13-6267 x 1587' 15 
= 21726 foot-pounds, which is equal to 21726-7-772 = 28'13 
units of heat; the total is 28*13 + 4-18 = 32-26 units. Hence 
the apparent specific heat in this case is 32 - 26 -7-24* 62 = 1 * 311, 
which is 1*811 -4- *16866 = 7-77 times the normal specific 
heat with volume constant. 

(11.) The ratio of the specific heat with constant pressure to 
thai with constant volume may also be determined from the 
velocity of sound. It was shown by Newton that the velocity 
with which vibrations are propagated by elastic fluids is the 
same as that of a body fkUing freely by gravity in a vacuum 
through half the height of a homogeneous atmosphere (148), 
having throughout the same density as at the surface of the 
earth. By the data given in (4) the density of air at 82° is 
1 • 293187 4- 13596 • 93 = • 0000951, that of mercury being 1 * 0, 
and the height of the barometer being 29*922 inches or 2*4935 
feet, we obtain 2 * 4936 -7- * 0000961 = 26220 feet as the height of 
the homogeneous atmosphere, the half of which is 13,110 feet, 
and the velocity due to that height by the laws of fsJling bodies 
is V 13110 X 8-025 = 918*8 feet per second. But by Table 6 
the mean of six of the best observations on the velocity of 
sound gives 1089 * 2 feet per second, the height due to which is 
(1089 • 2 -T- 8 ' 025)2 = 13420 feet instead of 13,110 feet as due to 
theory. Laplace has suggested that this difference is due to the 
heat generated by the compression (47) which causes the vibra- 
tion, and that in effect the half-height of the homogeneous 
atmosphere is increased in the ratio of the specific heat with 
constant pressure to that with constant volume : admitting this, 
we find that ratio to be as 1 to 18420 -^ 13110 = 1-405, which 
is very nearly 1 * 4105 as calculated in (6). 
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Table 6. — Of the Besults of Expebiments on the Velooit7 of 

Sound in Air at 82^. 



Obflwers, hc» 


DiBtanoe between 
Stations. 


Observed 

Velocity 

in Feet 

per Second. 


Heigbtin 

Feet doe to 

observed 

Velocity, 

H. 


Half-height 
of Homo- 
geneous 
Atmosphere, 

rtm 


Batio, 
H 




Feet 


MUes. 


*• 


Benzenberg.. 
Goldinghi^ 
Myrbaoh .. 
Arago,Prony,\ 
Humboldt / 
Gregory 
Van-Beek, &c. 


29764 
29547 
32615 

61064 

13460 
57839 


5-637 
5 596 
6-177 

11-565 

2-549 
10-954 


1093-0 
1086-7 
1092-1 

1086-1 

1088-05 
1089-42 


18982 
18337 
18520 

18317 

18380 
18429 


13110 
13110 
13110 

13110 

13110 
13110 


1-415 
1-398 
1-413 

1-397 

1-402 
1-406 


Mean of the^ 
whole ../ 


• • 


• • 


1089-23 


18420 


13110 


1-405 



(12.) '^ Liquefaction'* — ^When metals, ice, &c., are heated to a 
certain temperatnre they '* melt," or pass from the solid to the 
liquid state; when the process is reversed and liquids are cooled 
down to a certain point they *' freeze," or pass from the liquid 
to the solid state. The melting and freezing points are therefore 
identical ; thus the melting point of ice and the freezing point 
of water are both = 82^ Table 7 gives the melting points 
of metals, &c., from the experiments of Pouillet ; the high tem- 
peratures were measured by an air-thermometer, and the results 
differ very much from those given in the old tables of Wedg- 
wood, Morveau, and Daniell, which were obtained by other and 
less correct means (34). 

(13.) " Latent Heat of Liquefaction" — When a body passes 
from the solid to the liquid state it absorbs a large amount of 
heat without changing its own temperature, the heat thus ab- 
sorbed becoming latent and insensible to the thermometer. This 
is termed the '* latent heat of liquefaction," and may be defined 
as the number of units of heat absorbed by 1 lb. of the solid in 
passing to the liquid state. When the process is reversed, the 
liquid congealing, freezing, or passing back again to the solid 
state, the same amount of heat is emitted or restored. Thus, when 
ice is heated to 32° it begins to melt, the temperature remaining 
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Table 7. — Of the Melting Points of Mbtaib, &c., according to the 
Experiments of Pouillet ; the temperatures above dull red heat were 
measured by an Air-Thermometer. 



Wrought Iron, English, hammered .. 
„ French, soft .. .. 

Steel, maximum 

„ minimum 

Caist Iron, grey, 2nd fusion 
„ „ very fusible 

„ white, maximum 
„ „ minimum .. .. 

Gold, very pure 

„ standard coin 

Copper 

Silver, very pure 

Brass 

Antimony 

Zine 

Lead .. .. 

Bismuth .. 

Tin 

Sulphur 

Wax, white .. 

„ unbleached .. 

Spermaceti 

Stearine 109° to 

Phosphorus 

Tallow 

Oil of Turpentine 

Mercury 

Bismuth, 4; Tin, 1; Lead, 1 .. .. 
„ 8 »» *» „ o .. .. 
„ 5 )» *' n ^ *• •' 

„ O » * „ 1 .. .. 

„ 1 ji ^ „ U ,, ,, 

„ 1 )) 2 „ ., ,. 

„ U >» t> » ^ •• •• 

4 1 

„ jj ^ »»•*■•••• 

„ 9) ^ n 1 . • . • 

„ 1 » •> „ U .. ,, 

„ U }) I ji ^ •» »' 

„ U ij *■ »» ^ •• •• 

Common Salt, 1 ; Water, 3 freezes 
Sulphuric Acid, sp. gr. 1*6415 „ 

„ Ether „ 

Mercury (by Air-Thermometer) „ 



Fahr. 



2910 

2730 

2550 

2370 

2190 

2010 

2010 

1920 

2280 

2156 

2050' 

1830 

1650 

810 

793 

630 

518 

455 

239 

154 

143 

120 

120 

109 

92 

14 

-40 

201 

212 

212 

246 

286 

334 

367 

372 

381 

385 

392 

466 

504 

4 

-45 

-46 

-37-9 



M. Pouillet. 

»» 
» 

» 

»» 
»> 
>» 

>» 

>» 
>» 
>» 
» 

» 
»> 
n 
»> 
»> 
» 

» 
>» 
>» 

M 

n 
11 
11 
11 
11 
11 
11 

Dr.Ure. 

11 

» 

B. Stewart. 
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fixed nntil the whole of the ice is melted, and during this pro- 
cess 142 * 4 units of heat are absorbed, being the amount that 
would have raised the same weight of water 142^*4; but the ice 
itself having by Table 1 a specific heat of ' 504 would have 
had its temperature raised 142-4-7- '604 = 281° or to 313'' 
if the heat had not become latent. The latent heat of lique- 
faction, however, is not 281 but 142*4 units. Table 8 gives 
the latent heat for many bodies, the third column being ob- 
tained by dividing the latent heat by the specific heat in 
Table 1. 

This property of fixedneaa in the melting point of solids is a 
valuable one ; the melting point of ice is used for obtaining 
one of the standard points in graduating thermometers (38), 
but some care is necessary to obtain correct results, the ice 
should be pounded fine or, better still, snow should be used, and 
the bulb must be completely enveloped in it so as not to touch 
the bottom or sides of the vessel ; without these precautions an 
error of one or two degrees may occur. 

In tempering steel instruments (37), where, in order to secure 
uniformity of temper in the whole of an article of considerable 
size, uniformity of heat is both essential and difficult to obtain, 
metallic baths are commonly used, consisting of an alloy of lead 
and tin, &c., which melts at the particular temperature desired. 
By keeping always a small portion unmelted, the whole mass 
may be maintained at the temperature due to liquefaction with- 
out the trouble and uncertainty of regulating the fire. Table 9 
gives the melting points of alloys for a great range of tempera- 
tures ; others are given by Table 7. 

(14.) " EhuUition" — When the temperature of any liquid is 
raised to a certain point it '< boils " or passes off in a state of 
vapour, and the temperature of the liquid remains constant 
until the whole is vapourized. This temperature varies with 
the character of the liquid, and also with the pressure of the 
atmosphere, or (in the case of a closed vessel) with the pressure 
of the vapour on the surface of the liquid. Table 10 gives 
the boiling point of many liquids in open vessels with the 
ordinary atmospheric pressure of 30 inches of mercury in 
the barometer, and Table 11 gives in round numbers the 
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Table 8. — Of the Latent Heat of Liquefaction, being the number 
of Units of Heat absorbed by One Pound of different Bodies in 
changing their state from Solid to Liquid. 



Ice to Water 
Sulphur 
Tin .. 
Lead 
Zinc . . 
Bismuth 
Silver 
Cast Lron 
Beeswax . 
Spermaceti 



Latent Heat 
In Units. 



142*4 
16-8 
25-6 
9-7 
50-6 
22-8 
38-0 

233 
78-7 
46-4 



Xncreaseof 
Temperature 

in the Body 

if Heat had 
not been 
absorbed 

in melting. 



281 
83 
450 
309 
530 
740 
665 
1574 
175 
145 



Authority. 



Person. 



Clement. 
Irvine. 



» 



Table 9. — Of the Melting Points of Alloys of Bismuth, 

Lead, and I'in. 





Temp. 


Bismuth. 


T^ad. 


Tin. 


Temp. 


Lead. 


Tin. 






o 








o 










202 


8 


5 


3 


380 


4 


22 






208 


8 


6 


3 


390 


5 


4 






220 


8 


7 


3 


400 


11 


8 






230 


8 


8 


n 


410 


25 


16 






240 


8 


8 


5 


420 


7 


4 






250 


8 


8 


7 


430 


15 


8 






260 


8 


9 


8 


440 


8 


4 






270 


8 


12 


8 


450 


17 


8 






280 


8 


13 


8 


460 


9 


4 






290 


8 


14 


14 


470 


10 


4 






300 


8 


16 


8 


480 


23 


8 






310 


8 


20 


24 


490 


14 


4 






320 


8 


26 


24 


500 


33 


8 






330 


8 


28 


24 


510 


19 


4 






340 





4 


8 


520 


25 


4 






350 





4 


10^ 


530 


30 


4 






360 





4 


13 


540 


38 


4 






370 





4 


17 


550 


48 


4 
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variation under different pressnres calculated from Begnanlt's 
experiments. 

Mr. Dalton discovered the remarkable law that the difference 
of the temperatures of the boiling points of liquids is constant 
under all variations of pressure. Thus, under the ordinary 
atmospheric pressuroj water boils at 212^ and ether at 100% as 
in Table 10 ; the difference is 212 - 100 = 112°. Now by 
Table 11 water under 6 atmospheres in col. 1 boils at 319° by 
col. 5, hence by the law of Dalton, ether should boil under 
that same pressure at 319 — 112 = 207°, which is within 1° 
of the temperature given by Begnault's experiment in col. 8. 
The col. 9 has been thus calculated throughout by subtracting 
112° from the temperature in col. 5. With oil of turpentine 
the difference is 316 — 212 = 104° greater than water, it has 
therefore to be added to the temperatures in col. 5, and we 
have thus obtained the temperatures in col. 7 for pressures 
above the atmosphere where we had no experimental informa- 
tion. The experiments of Begnault have shown that this law 
of Dalton is only approximately true (184). 

Tables 67 and 71 give also the temperatures of the boiling 
points of water at different pressures, the latter coinciding with 
the elastic force of vapour (188) at the same temperature. 

Table 10.— Of the Boiling Points of Liquids, at Atmospheric 

Pressure. 



Ether, Solphnrio, sp. gr. *7365 .. 
Alcohol „ -813 .. 

Muriatic Acid „ 1*047 .. 

Nitric Acid „ 1*16 

BulphuricAcid „ 1*3 

>f »> »>■*■* "*^ • • 
Oil of Turpentine 

Naphtha .. .. 

Sulphur .. .. 

Linseed Oil 

Mercury ., 

Water 



Temp. 
Fahr. 



100 
173 
222 
220 
240 
620 
316 
306 
670 
600 
662 
212 



G. Lussac. 

Ure. 

Dalton. 



Ure. 

n 



Begnault. 
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Tablb 11. — Of tbe Temperatubb of the Boiling Point of various 
Liquids under different Fbbssubbs, deduced from the Experiments 
of Kegnault. 



Pnflsore* 



Total, or above 
Yacaam. 



Atino* 
q>bere. 



Incbesof 
Mercoiy. 



Above the 
Atmoeidiere. 



Inches of i Lbe. per 
Mercury, i Sq. Inc^ 



Water. 



AIcoboL 



on of 

Tur- 

pentiDe. 



Ether. 



Experi- 
ment. 



Calculated. 



Temperatore of Ebullition. 



i 
t 

2 
8 

4 
5 
6 
7 
8 
9 
10 

O) 



5 

10 

15 

30 

60 

90 

120 

150 

180 

210 

240 

270 

800 

(2) 



-25 

-20 

-15 



80 

60 

90 

120 

150 

180 

210 

240 

270 

(3) 



-12-2 

- 9-8 

- 7-3 
0-0 

14-7 

29' 

44- 



4 





68-8 



73 

88 

103 

117 

132 

^4) 



5 
2 



o 


o 


o 


o 


134 


101 


210 


20 


162 


127 


248 


45 


180 


144 


271 


62 


212 


173 


316 


100 


249 


206 


853 


132 


273 


228 


877 


157 


291 


245 


895 


177 


306 


258 


410 


192 


319 


270 


423 


206 


330 


280 


434 


217 


339 


289 


443 


228 


348 


297 


452 


237 


357 


305 


461 


246 


(6) 


(6) 


a) 


(8) 



22 
50 
68 
100 
137 
161 
179 
194 
207 
218 
227 
236 
245 

(9) 



(16.) ^^ Boiling Point of Saline Solutions J" — The boiling point 
is not affected by foreign bodies in the liquid so long as the 
body does not chemically combine with it ; thns stones, masses 
of metal, &c., would not have any effect on the boiling point. 
But a great number of salts do combine chemically, and the 
boiling point is thereby raised as shown by Table 12, which 
gives the boiling points of saturated solutions; of course by 
dilution any temperature intermediate between 212° and that 
given in the table may be obtained. By the law of Dalton 
(14) the boiling point of any of the solutions under any 
other pressure may be easily found ; thus under a total pres- 
sure of 6 atmospheres (29) chloride of calcium would boil at 
319 + (355 - 212) = 462^. 

(16.) It should be observed that the vapour formed at the 
surface of a saline solution is that of pure water, and has the 
temperature of 212° at atmospheric pressures, although the tem- 
perature of the solution itself may be much higher. Thus a 
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Table 12. — Of the Boiling Points of Solutions of various Salts, at 
ordinary Atmospheric Pressure, from the Experiments of M. Legband 
and others. 









Temperature 

of 

Ebullition. 


Weight of 
Salt in 








100 lbs. of 
Water. 




o 


lbs. 


Saturated solution of Chlorate of Potassa . . . . 


219-56 


61-50 


)f 


n 


Carbonate of Soda . . 


220-28 


48-50 


M 


j» 


Phosphate of Soda .. 


221-9 


113-30 


5» 


ii 


Chloride of Potassium . . 


226-94 


59-40 


n 


ii 


Common Salt 


227-12 


41-20 


»» 


»» 


Neutral Tartrate of Potessa 


238-40 


296-20 


»> 


n 


Nitre, or Saltpetre .. 


240-62 


335-10 


»» 


» 


Nitrate of Soda 


249-80 


224-80 


jj 


}} 


Aceiate of Soda 


255-90 


209-00 


jj 


n 


Carbonate of Potash . . . . 


275-00 


205-00 


)f 


n 


Nitrate of Lime 


303-80 


302-20 


li 


It 


Acetate of Potassa .. 


336-20 


798-20 


ii 


>» 


Cliloride of Cnlcium . . . . 


355-10 


325-00 


>» 


»» 


Nitrate of Ammonia . . 


356-00 


Infinite 



saturated solution of common salt boils at 227^, but the steam 
would have a temperature of 212^ only. The fixedness of the 
temperature of steam has led to its adoption in determining one 
of the standard points in graduating thermometers. The Eoyal 
Commissioners for weights and measures and the British Asso- 
ciation have agreed that the boiling point 212^ shall be the 
temperature of steam at the pressure of 29*905 inches of 
mercury at 82°. Table 13, calculated from the experiments of 
Begnault, gives to one-tenth of a degree the corrections for small 
variations from the standard pressure. 

(17.) " Latent Heat of VajKmrization,'* — By (14) it is shown 
that when water is raised to the boiling point, the temperature 
remains fixed, although the liquid is continuously receiving heat 
as before. The heat thus received is not sensible to the ther- 
mometer, for both the water and the steam have the constant 
temperature of 212°. The heat that thus disappears is termed 
the '* latent heat of vapourization," to distinguish it from that 
of liquefaction (13), and it may be defined as the number of 
units absorbed by 1 lb. of a liquid in the act of passing into 
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Table 13. — Of the Variation in the Boiling Point of Wateb, with 
YariatioDS in the Barometric Pressure, calculated from Begnault^s 
Experiments. 



Temp. 


Pressarein 


Temp. 


Pressure in 


Temp. 


Pressure in 


of 


Inches of 


of 


Inches of 


of 


Inches of 


Steam. 


Mercuiy at 33P. 


Steam. 


Mercury at 32°. 


Steam. 


Mercury at 32^. 


o 
210-0 


28-746 i 


o 
211-4 


29-553 


o 
212-8 


30-381 


210-1 


28-804 


211-5 


29-611 


212-9 


30-441 


210-2 


28-862 


211-6 


29-669 


213-0 


30-502 


210-3 


28-919 


211-7 


29-728 


213-1 


30-563 


210-4 


28-976 


211-8 


29-787 


213-2 


30-624 


210-5 


29-033 


211-9 


29-846 


213-3 


30-685 


210-6 


29-090 


212-0 


29-905 


213*4 


30-746 


210-7 


29-147 


212-1 


29-964 


213-5 


30-807 


210-8 


29-205 


212-2 


30-023 


213-6 


30-868 


210-9 


29-263 


212-3 


30-082 


213-7 


30-929 


211-0 


29-321 


212-4 


30-141 


213-8 


30-990 


211-1 


29-379 


212-5 


30-201 


213-9 


31-051 


211-2 


29-437 


212-6 


30-261 


214-0 


31-112 


211-3 


29-495 

1 


212-7 


30*321 


214-1 

1 


31 • 173 



yaponr. Thus a pound of water at 212° passing to steam at 
212° absorbs, according to Begnault, as much heat as would have 
raised the temperature of the water 966° if it had not become 
latent. We have omitted here the consideration of the variable 
specific heat of water (3) in order to simplify the matter. Again, a 
pound of alcohol absorbs 457 units in the act of vapourization, or 
the amount of heat that would have raised a pound of water 
467° ; but alcohol having, by Table 1, a specific heat of • 622, 
its own temperature would have been raised 467 -r- ' 622 = 735° 
if heat had not become latent. Table 14 gives the latent heat 
of vapourization for a few of the liquids most commonly met 
with. 

(18.) " Effects of Presmrer — The temperature of the boiling 
point varies with the pressure, as shown by (14) and Table 11, 
and it has been found by experiment that the amount of heat 
which becomes latent during vapourization varies with the tem- 
perature at which it is effected, but that the total amoimt of 
heat necessary to raise the liquid from a low temperature and 
then evaporate it is constant, or nearly so. Thus, the heat 
required to raise a pound of water from 0° to 212° and then 
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Table 14. — Of the Latekt Heat of Vapoueization, being the 
number of Units of Heat required to convert Liquids from their 
respective Boiling Points to Vapour, under a Pressure of 30 inches 
of Mercury. 



Latent Heat 
in Units. 



Water 

Alcohol 

Ether 

Oil of Turpentine . . 
Naphtha 



966 
457 
313 
184 
184 



Increase of 

Temperature 

ofllqoidif 

Heat had not 

become Latent. 



966 
735 
473 
390 
443 



Regnault. 
Ure. 



»» 
»» 



evaporate it to steam is 212 + 966 = 1178 units. Now say that 
the atmospheric pressure were reduced to half, or to 15 inches 
of mercury in the barometer, then by Table 11 water would boil 
at 180° instead of 212°, but the units of heat from 0° would still 
be 1178 as before, and as 180° only were required to raise the 
water to its new boiling point, the latent heat of vapourization 
must be 1178 - 180 = 998 units instead of 966. Again, at a 
pressure of 60 lbs. per square inch above the atmosphere, water 
must be heated to 307° before ebullition and vapourization com- 
mences, as shown by Tables 15, 71, &c., but the latent heat 
of vapourization will be proportionally diminished, and will in 
that case become 1178 — 307 = 871 units instead of 966 units. 

For convenience of calculation, it* is assumed in the above that 
water could be reduced to 0° without passing to ice, where as 
we have seen its specific heat is altered (3). This, of course, is 
fictitious ; the real amount of heat required to convert a pound 
of ice at 0° to steam at 212° is 1304*5 units, as follows : — 

Units. 
Ice at 0° to ice at 32° = 32 x '504 = .. 16-1 
Ice at 32° to water at 32° (latent) = .. 142 • 4 
Water at 32° to water at 212° = .. 180-0 

Water at 212° to steam at 212° (latent) = .. 966 • 



Total 1304-5 
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But this difference will not affect the correctness of our role ; 
for instance, the amount of heat to convert water at B2° to steam 
is by the above investigation 180 -\- 966 = 1146 imits, and by 
the other method 1178 - 32 = 1146 units also. 

This law applies to other liquids, allowance being made for 
the specific heat of the particular one evaporated ; thus we have 

For Water H = 1178 - t 

„ Alcohol H = (908 -0 X -622 

„ Ether H = (766 - <) X -477 

„ Naphtha H = (730 - t) x '434 

„ Oil of Turpentine H = (706 - <) x '472 

in which H = the total heat to evaporate 1 lb. of the liquid 
from the temperature t to vapour or steam at any pressure. 

(19.) These results, however, will be somewhat modified by 
the fact that both the latent and the specific heat of water 
vary with the temperature (3), as shown by the experiments of 
Begnault. The latent heat of vapourization for water will be 
given precisely by the rule, 

L = 1115-2 - (-'708 X 0> 

L being the latent heat at the temperature L Thus, by Table 71, 
50-lb. steam has a temperature of 298°, and the latent heat by 
the rule is 1116-2 - (-708 x 298) = 904-2 units, instead of 
1178 - 298 = 880 units as by the simple rule. 

The total heat to convert a pound of water at 32° to vapour 
at any other temperature will be accurately given by the rule, 

H' = 1081-4 + (-306 xO, 

in which H' = the total heat to convert water at 32° to steam or 
vapour at the temperature L Thus, by Table 71, 60-lb. steam 
has a temperature of 307°, and the total heat from 32° is 
1081 • 4+( • 306 X 307) = 1176 units, instead of 1178 - 32 = 1146 
units as by the simple rule. Table 16 has been obtained by 
these rules, and should be used where great accuracy is required 
for scientific purposes ; the simple rule is sufficiently accurate 
for ordinary practice. 

A result of the rules in (18) is that the heat required to produce 

2 
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steam is independent of tlie pressure of that steam ; for instance, 
to evaporate a cubic foot of water to steam in an open vessel 
will require the same fuel as to convert it to steam of 50 or 
100 lbs. per square inch. Col. 4 of Table 15 shows, how- 
ever, that this is not strictly correct, the total heat increasing 
with the pressure, but the difference is very small, for even with 
so great a range of pressure as from 7 to 200 lbs. per square 
inch it amounts to only 1200 -f- 1152 = 1*04, or 4 per cent. 

Table 15. — Of the Heat required to convert Water to Steam of 

different Pbessures. 



Pressure above 

the Atmosphere 

in lbs. per 

Square Inch. 



Temperature 
of the 
Steam. 



Units per lb. Water. 



Latent Heat. 



Total Heat 
from 32°. 



7 

15 

20 

25 

30 

45 

60 

75 

100 

125 

150 

175 

200 

(1) 



232 
250 
259 
267 
274 
292 
307 
820 
338 
353 
366 
377 
388 

C2) 



950 
937 
931 
926 
920 
908 
897 
888 
876 
865 
856 
848 
840 

(3) 



1152 
1157 
1160 
1163 
1165 
1171 
1175 
1179 
1184 
1189 
1193 
1196 
1200 

(*) 



(20.) " Expansion of SolidsJ' — The expansion of solids may 
be estimated in two ways ; by the increase in length, and by the 
increase in volume. Imagine a very expansible solid, such that 
by a given change of temperature its length was doubled, say 
from 1 foot to 2 feet ; but obviously the breadth and height would 
be simultaneously doubled also, and thus if before expansion the 
body were a cube or 1x1x1 = 1 cubic foot, it would become 
by expansion 2x2x2 = 8 cubic feet. Estimating by the 
effect on the length, we should say that the comparative lengths 
at the . two temperatures were 1 to 2, but by volume as 1 to 8, 
and in all cases the expansion in volume is the cube of the 
expansion in length. 

But for the exceedingly small dilatations of solids such as are 
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Tablk 16. — Of the Expihsion of Bodies by Heat for 1° Fahrenheit, 
being tba Mean EipanBioD per Degree between 32° and 212°, the 
Volume at 32° beipgl-0. 



Fire Briot 

Marble (blaok) .. .. 

White Denl 

Brick, stock 

Marble (Carrara) . . 
Granite (Aberdeen grey) 

•Glaastubo 

Platina 

Slate (Pearhyn) .. .. 

Caat Iron 

Bteel,rod 

Wrooght Iron 

IronWire 

BomBU Cement 

Copper 

SilTer 



Zinc, hamiDered 

Ice, from — 17° to + 30° 

Gutlapercha, 25° to 60° . . 



000002349 
000002407 
0000025.it! 
00000;H057 



O0tHKM567 
000004835 
00000576* 



000010417 
0D0D1O45O 
000010723 
000011121 
000013102 
O0001587G 
■O0OO172G8 



■000084300 



ABBObuTa Expansion of L 

lleroiiiy 

tW«tor, 400 to 212° 

AlMbol, 30° to 100° 

at 82° 

BnlphnriiaEther at S2° 

Snlpliuret of Carbon at S2° .. .. 
LinMed Oil, 32° to 212° .. .. 



EXPAHUON IN Gl^AS. 



Hercnry 

Water, 40° to 212° „ .. 
Alcohol,30°lolOO° 

„ at 32° .. .. 
Eulphnrio Etber at 32° .. 
Bnlphuret of Carbon at 32° 
IinB«alOil,32*to212^.. 



000007047 
000007420 
000007669 
000009170 
000010900 
■000013157 
000013701 
000014506 
000017290 
000018501 
000019324 
■OO0O20O(i7 



000023915 
000030264 
000031250 
000031350 



000047028 
000051 SOB 
000085700 
000253000 



-000100540 

■0002519 

■0006455 
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met with in experience, the expansion in yolome may without 
sensible error be taken at three times the linear dilatation, for 
a cube has three dimensions, length, breadth, and height, and if 
each of these dimensions be increased by a very smaU amount, 
it is evident that the expansion of the cube in volume is very 
nearly three times the linear expansion. 

Table 16 gives the expansion of bodies in length and volume : 
its use is very simple; thus, an iron wire 100 feet or 1200 
inches long, with 55° increase in temperature, would expand 
•00000743 X 1200 x 55 = -4904 inch, or i inch barely. 
Again, 10 cubic feet of linseed oil heated 240° would expand 
•0004167 X 10 X 240 = 1000 cubic foot; thus the 10 cubic 
feet would become by expansion 11 cubic feet, &c. 

(21.) " Contraction of MetdU in Casting" — The contraction 
which metals experience in cooling down from their melting 
points to ordinary temperatures is very considerable, amounting 
to about an inch with a straight bar of cast iron 8 feet long, 
or with a copper bar 5 feet long. Allowance has therefore to be 
made for contraction in fixing the sizes of the pattern. 

Table 17 gives the result of practical observations on this 
subject, and is very simple in application; thus a cast-iron 
girder 20 feet long must have a pattern -1246 x 20 = 2*492 
inches longer than itself, but a pattern 20 feet long would give 
a casting •1236 x 20 = 2*472 inches shorter than itself. 

For practical purposes ^ of an inch to a foot for cast iron ; 
^ of an inch for gun-metal; ^ of an inch for copper; and 
^ inch for zinc may be taken as sufficient approximations. 

(22.) The contraction of wheels is anomalous, as is shown by 
Table 18. The irregularities in the apparent contrattion arise 
in part from the practice of '* rapping " the pattern in the sand 
to make it an easy fit and enable it to be drawn out with facility. 
This is most influential in its results with small heavy wheels 
of great width of face : in some cases, and in rough hands, the 
casting of a small and heavy pinion may be quite the full size of 
the pattern. The allowance to be made is therefore not uniform, 
but must be fixed with judgment ; in large wheels, where the 
effect of rapping is comparatively very small, -j\y of an inch to 
a foot may be taken safely. A wheel, &c., is not so free to con- 
tract as a straight bar, and in any case its contraction will be less. 
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Table 17. — Of the Contbaotion of Metals in Casting. 



Cast-iron girder 

>♦ » 

Gun-metal bar 



» 

»> 
» 



Copper and Tin, Copper\ 
113, Tin 10 / 






Yellow Brass 
Copper 



n 

» 






„ .. .. .. .. 

Lead 

Zinc, cast in iron mould . . 









Length 

of 
Pattern. 



ft. in. 

21 8| 

16 9 

5 4f 

» 

6 0^ 

>» 
>» 
» 



5 6* 



»» 



»• 

2 9^ 
7 10| 

>» 

• • 

2 
2 0* 



Oontraction. 



Total 

in 
Inches. 



2-05 

10 
•936 
•97 

10 
•92 
•90 
•88 
•84 

• • 

•895 

•880 
•880 
•855 

• ■ 

•5 
1^54 
1-465 
1-465 

• • 

•21 
•455 

•465 



Per Foot 



Of Of 

Pattern. Casting, 



inches. 
1236 
1225 
18568 
1653 
1713 
1661 
1671 
1635 
1598 
1526 
1607 

1623 

1595 
1595 
1550 
1591 
1811 
1948 
1972 
1972 
1964 
1050 
2257 
2307 
2282 



inches. 

1246 

1236 

1886 

1676 

1737 

1684 

1695 

1657 

1620 

1545 

1632 

1645 

1617 
1617 
1570 
1612 
1839 
1980 
2005 
2005 
1996 
1059 
2301 
2352 
2326 



Maximum 



Minimum. 
Mean of 8. 

Maximum. 



Minimum. 
Mean of 4. 

Minimum. 

Maximum. 
Mean of 4. 

Minimum. 
Maximum. 
Mean of 2. 



(23.) " Coniraction of Wrought Iron^ — When a bar of wrouglit 
iron is heated to redness and quenched in water it becomes per- 
manently shorter than before. This fact is well known to 
practical men, who sometimes avail themselves of it when a 
wronght-iron crank, &o., has been accidentally bored out too 
large for its shaft ; by one or more heats it may be reduced so 
as to be a good fit. 

Table 19 gives the result of experiments on a bar of wrought 
iron j- inch diameter and 40 inches long ; it was heated to a 
clear orange-red in daylight, say about 2000^, and quenched in 
water in the usual way. The reduced results in col. 4, &c., 
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Table 18. — Of the Contraction in Casting Spub Wheels in 

Cast Iron. 



Extreme 

Diameter of 

Wheel 

Casting. 



ft, in. 

10 2f 

6 If 

2 IH 

2 4i4 



Pitch 

in 
Inches. 






Width 

of 
Teeth In 
Inches. ' 



Contraction. 



12 
9 
11 
11 
12 
9 



Total 

in 
Inches. 



Per Foot 



Of 
Casting. 



Of 
Pattern. 





inches. 


inches. 


1^08 


•1059 


•1040 


•54 


•0893 


•0886 


•375 


•0613 


•0610 


•345 


•0631 


•0628 


•11 


•03896 


•03884 


•115 


•0397 


•0396 



Table 19. — Of the Contraction of a Bab of Wrought Iron 40 inches 
long, by repeated Heating and Quenching. 







Kednced Besnits. 


( 


)bserved Contraction 








Number 
of Heats. 


in Inches. Cc 


mtnxAUm 
ler Heat. 


Total Gontractiou. 


Pe 


rHeat 


TotaL 


Inches. 


Inches. 


In parts of 
the Length. 


1 


•041 


•041 


•0400 


•0400 


•00100 


2 


•030 


•071 


•0340 


•0740 


•00185 


3 


•033 


•104 


•0260 


•1000 


•00250 


4 


•015 


•119 


■0230 


•1230 


•00307 


5 


•030 


•149 


•0225 


•1455 


•00364 


6 


•020 


•169 


0220 


•1675 


•00419 


7 


•019 


•188 


•0215 


•1890 


•00472 


8 


•009 


•197 


•0210 


•2100 


•00525 


9 


•021 


•218 


•0205 


•2305 


•00576 


10 


030 


•248 


"0200 


•2505 


•00626 


11 


•021 


•269 


•0195 


•2700 


•00675 


12 


021 


•290 


0190 


. -2890 


•00722 


13 


025 


•315 


•0185 


•3075 


•00769 


14 


•008 


•323 


"0180 


•3255 


•00814 


15 


019 


•342 


0175 


•3430 


•00857 


16 


027 


•369 


0170 


•3600 


•00900 


17 


013 


•382 


"0165 


•3765 


•00941 


18 


•009 


•391 


"0160 


•3925 


•00981 


19 


015 


•406 


0155 


•4080 


•01020 


20 


007 


•413 


"0150 


•4230 


•01057 


(I) 


(2) 


(3) 


(4) 


(6) 


(6) 
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were obtained by making a diagram of the experimental ones in 
col. 2 and drawing a curve, by which the irregnlarities of the 
experiments were eliminated. It will be observed by col. 4 that 
the contraction per heat is continnously reduced with each suc- 
cessive heat, becoming with the tenth heat about half that with 
the first. A bar 95 inches long would be reduced 1 inch, or to 
94 inches, by twenty heats. 

(24.) Table 20 gives the result of experiments made at Swin- 
don on a flanged wheel-tire 7 feet diameter, or 22 feet circum- 
ference, 5^ inches wide and 2^ inches thick. The contractions 
are very much greater than those in Table 19 ; the cause does 
not appear, perhaps the temperature was much higher, but that 
would not be suf&cient to explain the difference in the results. 



Table 20 


.—Of the Contraction of a Whi 


flKTi TiEB 7 feet diameter. 


by repeated Heating and Quenching. 




Namber 
of Heats. 


Observed OontracUona. 


t 




Per Heat 


TotaL 


In parts of 
the Length. 








Inches. 


inches. 








1 


1 


f 


•00237 






2 


\i 


4 


•00500 






3 


A 


li 


•00667 






4 


1 


2^1 


•00900 






5 


f 


H 


•01042 






6 


i 


3 


•01136 






7 


i 


H 


•01231 






8 


1 


H 


•01373 






9 


i 


n 


•01468 






10 


1 


H 


•01657 






11 


1 


5 


•01900 






12 


i 


5i 


•02000 






13 


i 


4 


•02030 






(1) 


(2) 


(3) 


(4) 





(25.) " Expcmsum of Liquids" -—The expansion of lic^ids 
must be estimated by the increase in volume, Eeferring to the 
former illustration (20), we may suppose that a cubic foot of 
the liquid is contained in a vessel that does not itself expand with 
heat, but of such a height as to allow the liquid to expand in 
that direction only. When, by expansion, the cubic foot of 
liquid becomes 8 cubic feet, it is obvious that the vessel, whose 
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length and breadth is fixed, most be 8 feet high to hold the ex- 
panded liquid, and thus the linear dilatation is in fact the actual 
expansion in volume. 

But if the vessel is itself expansible, the observed expansions 
are apparent only, not real and absolute, being in fact the 
difference between the expansion of the liquid and that of the 
vessel containing it. Thus from Table 16 the expansion of 
glass in volume is * 000013701, and the absolute expansion of 
mercury is * 00010054, the aj^parent expansion of mercury in a 
glass vessel (such as a thermometer bulb, &c.) will therefore be 
•00010064 - -000013701 = -000086839, as per Table 16. 

The expansion of water is exceptional and anomalous. It 
attains a minimum volume and a maximum density at 39^*2, 
say 40% and a departure from that temperature, in either direc- 
tion, is accompanied by expansion, so that 8° or 10° of cold 
produces about the same amount of expansion as 8^ or 10° of 
heat. This is shown by Table 21, which is calculated by 
Tredgold's rule, 

6 — 

5 log. (« - 40) + 6 • 910909 = the log. of the expansion. 

Thus at 212° we have 212-40 = 172°, the logarithm of which 
is 2-236628. 

Then, from 40° to 212°, the expansion becomes 

Log. 
212-40 = 172° = 2-236628 

5 



3) 11 177640 

3-726880 
6-910909 



2*636789 = -04333; the expansion. 



Hence the volume at 40° being 1-0, that at 212° is 
1-04333, &c., as in the table. 
In the act of freezing, water expands very considerably; a 
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onbic fbot of water at S2° weighs 62 - 38 ]be., bat a onbic foot of 
ice at 32°, only 67-96 Iba. by Table 37, hence the floating 
power is 62-38 - 57-96 = 4 ' 42 lbs. per oabio foot, and a man 
weighing 160 lbs. would be carried by 150 ~- 4-42 = 34 cnbic 
feet of ice. In ioebei^, &c., the part eabmerged is abont 
67-96—4-42= thirteen times the size <^ the part aboTo water. 



Table 21.— Of the Volume, Spboific GEATirr, Bxpabbion, and 


WwOHTOfWATEE 






a 


VolMae. Q 


^TnT 


lu Pounili. 


EKpansiori for 


















20 


1-0012000 


99880 


62'33 


■0000822 
■0000378 
■0000129 
■0000486 
-0000895 
-0001216 
■0001516 
■0001758 
■0002010 






30 




0003780 












40 




0000000 1 


00000 




408 






42 




0000358 


99997 


62 


406 






52 




0005123 


99950 




377 






62 




0014070 






321 






72 
S2 
92 




002627 
004143 
005901 


9974 
9959 
9941 


i 


25 
IS 
04 






102 




007911 


9921 


81 


93 






1:2 




010150 


9900 


61 


78 


■00 [12239 
■000246 
■(100266 
■000^287 
■000306 
■OU0323 
■0U(I345 
■000360 
■000378 






122 




01261 


9875 


61 


63 






132 




01527 


9850 


61 


47 






142 




OlSl* 


9822 


61 


30 






1S2 




02120 


9792 


61 


11 






162 




02443 


9761 










172 




02788 


9729 


60 


72 










03HS 


9695 


60 


50 






192 




03526 


9(i59 


60 


28 






202 




03922 


9«22 




03 


■000411 
■000434 
■000464 
■000498 
■000562 
-000573 
■000656 
■000718 
■00U7SO 
-000866 






212 




04333 


9585 


59 


82 






230 




05115 


9513 


59 


37 






250 




06043 


9430 


58 


BS 






275 




07289 


9321 


58 


17 






SOO 




0«693 


9200 


57 


42 






350 




II 560 


8963 


55 


94 






400 




14840 


8708 


54 


34 






450 




18430 


8444 


52 


70 






500 
600 




22330 
30990 


8173 
7634 


51 

47 


02 
64 





(26.) " Varia^im in Escpaiuion." — The expansion of solids, and 
liquids are not eqnal for equal iucrementa of heat, bnt inerewie 
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with the temperature, as shown by the experiments of Dnlong 
and Begnault in Table 22. The rate of expansion being 
variable with the temperature it is necessary to distinguish 
between expansions at a given temperature and those hetween 
two given temperatures. For example, imagine a body which 
at 32° expands -01 for P, and at 212°, ^02 for P ; then sup- 
posing the rate of expansion to increase in arithmetical pro- 
gression, the mean expansion between 32° and 212^ would be 
(•01 + -02) -f- 2 = •OlS, which is in fact the true rate of 
expansion at the mean temperature (32 -f- 212) -^ 2 = 122°. 
Then between 32° and 120° it would be ( • 01+ ' 015) -r- 2 = • 0125, 
and between 120° and 212° = (^015 + -02)-^- 2 = '0175. 
Table 16 gives for the most part the expansions between 32' 
and 212°; where otherwise specified, the meaning will be under- 
stood from the explanation now given. 

The expansions of mercury and glass (being the materials of 
which ordinary thermometers are made) are very important in 
the interests of science. They have been carefully ascertained 
by Begnault, and the results are given in Table 23, which has 
been calculated from his experiments. * 



Table 22. — Of the Variation in the Expansions of Bodies at 
different Temperatures, from the Experiments of Dulong and 
Kegnault. 





320 to 212°. 32° to 392°. 


32© to 6720. 






Linear Expansion for !<> Fabr. 


Anthority. 


Platina .. .. 
Iron .. .. 
Copper .. 
Glass . . 


•000004912 
•000006567 
•000009545 
•000004785 

•000005113 

« 


• • 

•000665125 
•000005386 


•000005101 
•000008158 
•000010462 
•000005616 
•000005660 


Dulong. 

>» 

>» 

»» 
Begnault. 




Expansion in Volume for 1° Fahr. 




Mercury 
» 


•0001001 
•00010085 


•00010241 
•000102252 


•00010482 
•000103653 


Dulong. 
Begnault. 
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Table 28. — Of the Absolute Expansion of Meboubt and of .Common 
Glass, calculated from Reonault^s Experiments. 



Temperature 


Volnme 

at the given 

Temperature. 


Expansion in Volnme for 1° Fahr. 


by an Air- 
Thermometer. 


Between 32° and the 
given Temperature. 


At the given 
Temperature. 











Mebcuby. 



o 
32 


1-000000 


• • 


•000099472 


122 


1-009013 


•000100144 


•000100844 


212 


1-018153 


•000100850 


•000102250 


302 


1-027419 


•000101552 


•000103650 


392 


1-036811 


-000102252 


-000105050 


482 


1-046329 


•000102953 


•000106450 


572 


1-055973 


•000103653 


•000107850 


662 


1- 065743 


-000104354 


•000109255 



Glass. 



Temperature 
by an Air- 


Volume 

at the given 

Temperature. 


Mean Expansion for 1° Fahr. between 32° 
and the given Temperature. 


Thermometer. 


In Volume. 


In Length. 


32 
122 

212 
302 
392 
482 
572 
662 


1-000000 
1-001343 
1^002761 
1-004252 
1-005817 
1-007416 
1-009169 
1-010958 


•000014928 
•000015338 
•000015750 
•000016159 
•000016569 
•000016979 
•000017394 


•000604976 
•000005113 
•000005250 
•000005386 
•000005523 
•000005660 
-000005798 



(27.) " Expansion of Gases" — It has been found by experi- 
ment that all the gases, dry air, and even vapours, out of contact 
iffith their generating fluids^ expand alike or very nearly so. 
Fig. 85^ represents the condition of air at the surface of the 
earth: let A be an open-topped vessel, 1 foot square in plan, 
fitted with a frictionless piston B, and let C be a column of 
mercury 29*92 inches high, which presses on the piston and 
compresses the air beneath it into 1 cubic foot, as in the figure ; 
and let the whole apparatus be placed in a vacuum surrounding 
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it on all sides. Say that the air in D is at 32°, and that by 
applying heat it is expanded and the piston with its load is 
raised: Eegnanlt found that by heating from 32° to 212° 
or 180°, the piston in our case would be raised '367 foot, 
or to E, and the cubic foot of air becomes 1 * 367 cubic foot : we 
have here supposed that the capacity of the vessel itself is not 
affected by heat. Now if we had taken 180° away from the air, 
thus reducing the temperature to — 148° below zero of Fahren- 
heit, the piston would have descended the same distance, * 367 
foot, or to F ; another reduction of 180°, or to — 328°, lowers 
the piston to G ; and to cause it to descend to H, or to reduce 
the volume of the air to nothing theoretically, we should require 

180 
-~ = 490° -4 below 32°, or 490 -4 - 32 = 468-4 below Fah- 
•oo7 

renheit's zero. This temperature is termed absolute zero, and it 

will be evident that the volume of air at all temperatures is 

proportional to the distance of its temperature from —458° '4. 

Hence the general formula becomes 

458-4 + < 
^ "^ ^ 458-4 + T' 

in which V = volume of gas, &c., at the temperature T, 

t; = „ „ at the new temperature t 

Thus air whose volume at 32° = 1 • 000, will have at 2500° a 

volume of 1 - 000 x t!!'t1" f^— = 6 • 032. Table 24 has been 

4oo-4 -|- oJi 

calculated by this rule, and Table 25 gives a comparison of its 
results with the experiments of Dulong and Petit. 

28.) The experiments of Begnault have shown that although 
practically all the gases and dry vapours expand alike, and 
equally for equal increments of heat, yet that both those state- 
ments are not rigorously true; but that air and all gases 
except hydrogen have coefficients of dilatation, which increase 
slightly with their density, but approach more nearly to 
equality as their pressures become feeble. Table 26 shows that 
with^air and carbonic acid gas the rate of expansion increases 
slightly with the pressure, which varying in the case of air 
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Table 24. — Of the Volume and Weight of Dbt Aib at difFerent 
Temperatures under a constant Atmospheric Pressure of 29*92 inches 
of Mercury in the Barometer, the Volume at 32° being 1. 



Tempera- 
ture. 


Weight of 
Yolume. a Cubic Foot 


Tempera- 


■ 

Weight of 
Volume. a Cubic Foot 


in Pounds. 


ture. 


in Pouuds. 


o 



•935 


•0864 


550 


2^056 


•0384 


12 


•960 


•0842 


600 


2-158 


•0376 


22 


•980 


•0824 


650 


2-260 


•0357 


32 


1-000 


•0807 


700 


2-362 


•0338 


42 


1-020 


•0791 


750 


2-464 


•0328 


52 


1-041 


•0776 


800 


2-566 


•0315 


62 


1-061 


0761 


850 


2-668 


•0303 


72 


1-082 


•0747 


900 


2-770 


•0292 


82 


1-102 


0733 


950 


2-872 


•0281 


92 


1-122 


0720 


1000 


2-974 


-0268 


102 


1-143 


•0707 


1100 


3-177 


•0254 


112 


1-163 


0694 


1200 


3-381 


•0239 


122 


1-184 


0682 


1300 


3-585 


•0225 


132 


1-204 


0671 


1400 


3-789 


•0213 


142 


1-224 


-0660 


1500 


3-993 


0202 


152 


1-245 


0649 


1600 


4-197 


0192 


1G2 


1-265 


•0638 


1700 


4-401 


0183 


172 


1-285 


•0628 


1800 


4-605 


•0175 


182 


1-306 


0618 


1900 


4-809 


0168 


192 


1-326 


•0609 


2000 


5-012 


0161 


202 


1-347 


0600 


2100 


5-216 


0155 


212 


1-367 


0591 


2200 


5-420 


0149 


230 


1-404 


0575 


2300 


5-624 


0142 


250 


1-444 


0559 


2400 


5 828 


0138 


275 


1-495 


0540 


2500 


6-032 


0133 


300 


1-546 


0522 


2600 


6-236 


0130 


325 


1-597 


0506 


2700 


6-440 


0125 


350 


1-648 


0490 


2800 


6-644 


0121 


375 


1-689 


0477 


2900 


6-847 


0118 


400 


1-750 


0461 


3000 


7-051 


0114 


450 


1-852 


0436 


3100 


7-255 


0111 


500 


1-954 


0413 


3200 


7-459 


0108 



Table 25.— Of the Expansion of Dby Aib by Heat. 



Tempera- 
ture. 



Volume by 

Experiment. 

Dulong and 

letit. 



-32-8 
-f 32 

212 

302 



-8650 
1-00(10 
1-3750 
1-5576 



Volume by 
Calculation. 



•8678 
1-0000 
1-367 
1-551 



Tempera- 
ture. 



392 
482 
572 
680 



Volume by 

Experiment. 

Dulong and 

Petit. 



Volume by 
Calculation. 



1-7389 

1-9198 
2-0976 
2-3125 



1-734 
1-918 
2-101 
2 822 
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4:'81 -T- •1441 = 33'4 to 1 causes the zero to vary from — 461*4 
to — 453*1. Table 27 gives the exact rate of expansion for 
various gases at atmospheric pressure, and also shows that it 
varies slightly according as the volume or the pressure is taken 
as constant. It is somewhat anomalous to give a coefficient of 
expansion with constant volume^ but the meaning is that the con- 
stants in cols. 1 and 2 govern the volume when the pressure is 
constant, and those in cols. 3 and 4 govern the pressure when 
the volume is constant. 

For scientific purposes, therefore, instead of the coefficient 
468*4 given by our rule (27), those given by col. 6 of Table 26, 
or by cols. 2 and 4 in Table 27 should be used. For dry or 
superheated steam Messrs. Fairbaim and Tate's experiments 
give the zero at — 458*71, which is almost precisely that given 
by the rule for air (27). 



Table 26. — Of the Vasiation with different Pressures in the Rate 
of Expansion of Dry Air and Carbonic Acid Gas by Heat, the 
Yolume being constant. From the Experiments of Eeonault. 



Total Pressure by a Column 
of Mercury at 32°. 


Ratio of 

Densities 

at 32°. 


P 

P 


Reduced 

Coefficient of 

KxpanBion from 

32° to 212°. 


Absolute Zero 

with 

Volume 

Constant. 


Air at 320. 


Air at 2120. 


inches. 


P 

Inches. 








• 



Atmosphebio Air. 



10 
14 
29 
66 
84 



4 -.^197 
6-8645 
4748 
7507 
9221 
0786 
6164 



143-9194 



29-8609 

35-4759 

68-6113 

141-3017 

(1) 



5-8665 

9-3374 

15-5539 

20-0925 

40-8885 

90:0024 

115-1194 

196-5386 



40-7298 

47-6317 

94-0045 

187-3630 

(2) 



1 

2 
2 
4 



1444 
2294 
3501 
4930 
0000 
2084 
8213 
8100 



•3581 
•3602 
•4845? 
3621 
•3665 
•3621 
•3649 
•3653 



Carbonic Aom Gas. 



1-0000 
1-1879 
2-2976 
4-7318 
(3) 



1-36397 
1-35434 
1-37089 
1-32040 
(4) 



•36482 
•36513 
•36542 
•36586 
•36650 
•36760 
■36894 
"37092 



•36856 
•36942 
37523 

•38598 
(5) 



•4 

•0 

6 



1 



e 
461 
461 
460" 
460 
459- 
457-7 
455-9 
453-1 



456-4 
455-3 
448-8 
434-8 

(6) 
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Table 27»— Of the Absolute Expansion of Gases from 32° to 212°, 

by the Experiments of Keonault. 





Pressure Ck>Dsumt 


Volume C!onBtaDt. 




Expansion. 


Absolnte 
Zero. 


Expansion. 


Absolute 
Zero. 


Air, Atmospheric . . . . 

Hydrogen 

Nitrogen 

Oarbonio Acid 
Carbonic Oxide .. .. 
Sulphurous Acid .. .. 


•3670 
•3661 

•3710 
•3669 
•3903 

(1) 


- 458^4 

- 459^7 

- 453-2 

- 458^6 
-429^2 

(2) 


•3665 
•3667 
•3668 
•3688 
•3667 
•3846 
(3) 


-459-1 

- 458-9 

- 458-7 
-456-1 

- 458-9 

- 486-2 

(4) 



(29.) " Law of Marriotte." — ^When the pressure is not constant 
the Yolume may be calculated by the law of Marriotte, namely, 
that the volume of any gas varies in the inverse ratio of the pressure 
— Me temperatiire remaining constant. The pressure here meant 
is the total pressure above a vacuum. Thus, a cubic foot of air 
in ordinary cases has the pressure of the atmosphere upon it to 
begin with, say 15 lbs. (nearly) per square inch, and its volume 
under a pressure of say 45 lbs. per square inch above the 
atmosphere will be 1 x 1 6-^(1 5 + 45) = • 25 cubic foot. Practical 
men have generally to deal with pressures above the atmosphere, 
and are apt to forget to allow for the same, and thus make 
serious errors. 

(80.) It appears from the experiments of Eegnault that this 
old law of Marriotte is only approximately true, as shown by 
Table 28; thus by increasing the density from 1 to 20 we 
shonld with any of the gases have to increase the pressure 
from 1 to 20 also, but the table shows that with the exception 
of hydrogen where the pressure is greater, the other gases 
require a rather less pressure than is due by the law of Marriotte. 
With the exception of carbonic acid, however, the differences are 
small, and may be neglected in practice. 

(31.) When there is a change both in temperature and 
pressore, the rule becomes 

P 458^4 + < 
^'^ ^ p^ 458-4 + T' 
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Table 28. — Of the Density and Corbbsponding Pbessueb of Aib 

and Gases. Begkault. 



Density. 


Atmospheric Air. 


Nitrogen. 


Carbonic Acid. 


Hydrogen. 


1 
5 

10 
15 
20 


1-000000 

4-979440 

9-916220 

14-824845 

19-719880 


1-000000 

4-986760 

9-943590 

14-875770 

19-788580 


1-00000 

4-82880 

9-22620 

13-18695 

16-70540 


1- 000000 

5-011615 

10-056070 

15-139650 

20-268720 



in which V, P and T are the Volume, Pressure, and Temperature 
in one case, and v, p and t are the Volume, Pressure, and Tem- 
perature in another case. Thus 10 cubic feet of air at the 
ordinary atmospheric pressure, say 15 lbs. per square inch above 
a vacuum, and temperature 60°, would if heated to 200° and under 
a pressure of 40 lbs. above atmosphere, or 15 -f- 40 = 55 lbs. 

,^ 15 458-4 + 200 
above a vacuum, become 10 x tt X 



65" 458-4+ 60 



= 3*7 cubic 



feet, 

(32.) " Exjparmonof Moist Air" — When water or other liquid 
is present in the air or gas, another element becomes necessary 
in the calculation of its bulk at different temperatures, namely, 
the elastic force of the vapour at the given temperature : — the 
rule then becomes 

*"" ^ ^'P"+F"^ 458-4 + T' 

in which V, P, T and F are the Volume, Pressure, Temperature, 
and elastic Force of vapour of the given liquid in one case, and 
V, Pj t, and/ the corresponding Volume, Pressure, Temperature, 
and elastic Force of vapour of the given liquid in another case. 
The principle of this rule will be best understood by reasoning 
out an example, taking the elastic force of water from Table 67. 
(33.) Imagine a vessel containing 1000 cubic feet of air at 0°, 
saturated with vapour, and having a barometer enclosed indi- 
cating say 32*18 inches of mercury as the pressure of the 
mixture of air and vapour. Now it is an axiom that the pressure 
of such a mixture is the sum of the separate pressures or elasti- 
cities of the air and the vapours; and as the elastic force of 
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vapour at 0^ is *044, it follows that the pressnre of the air 

alone is in our case 32 * 18 — * 044 = 82 * 186 inches. If the 

mixture be heated to say 112°, it will behave exactly as dry 

air or gas if no water be present to supply vapour ; and the 

pressure remaining the same, the volume would become 1000 X 

458*4 + 112 

. gQ . jTo- ^ 1244 cubic feet. If now a little water be added 

4oo '4 + 

to saturate the heated air, the tension of vapour at 112° being 

2*731, the pressure would in a closed vessel be increased to 

32*136 -h 2*731 = 34*867; and if the vessel be enlarged until 

that pressure be reduced to its normal state of 32 • 18 inches, its 

capacity would become 1244 x ^^^ ..q = 1348 cubic feet 

32* 18 

Patting this in the form of the formula already given, we have 



1000 X 



32*136 + 2-731 458*4 + 112 



= 1348 cubic feet, as 



32*136+ -044 " 468*4 + 
before. General Boy made some experiments on the expansion 
of moist air at a pressure of 32 • 18 inches. His results are given 
in Table 29 ; col. 4 is calculated by the formula. 

If the vapour present is other than that of water, of course 
the elastic force of that particular vapour must be taken, from 
Table 72. 



Table 29. — Of the Expansion of Moist Air, a1 


i a Pressure of 32 • 


18 in. 


of the Barometer, from the Experiments of General Roy. 






Temperap 


Elastic Force 
of Vapour, 


Volume 

by 
Experiment. 


Volume 
by 

Calculation. 








tore. 


Inches of 
Mercury. 








o 



•044 


1000-00 


1000-0 






82 


•181 


1071-29 


1074-5 








52 


•388 


1123 05 


1125-1 








72 


•785 


1182-50 


1183-7 








92 


1^501 


1-255-14 


1255-0 








112 


2^733 


1353-75 


1348-3 








132 


4^752 


1491-06 


1476-4 








152 


7-931 


1689-00 


1657-0 








172 


12^752 


1929-78 


1918-3 








192 


19-837 


2287-44 


2291-0 






, 


212 


30-000 


2672-00 


2824-0 







J> 2 



I 
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(34.) " Thermometers,** — The expansion of bodies by beat has 
afforded the mcst convenient method of measuring temperatures. 
In the common thermometers mercury is used for medium tem- 
peratures, say from 0° to 600°; for lower temperatures alcohol 
is used, because it always remains fluid, even with the greatest 
cold which can be produced by artificial means ; for high tem- 
peratares metals are commonly used. There is an imperfection 
in all these bodies as measurers of heat, for as we have seen (26) 
their expansions are not equable for equal increments of heat ; 
but in the case of the mercurial thermometer it most fortunately 
happens that the variations of expansion in glass and mercury 
almost exactly compensate each other, so that mercury in glass 
has an expansion nearly equable at medium temperatures. 
Table 80, calculated from the refined experiments of Eegnault, 
gives the error of the mercurial thermometer in common glass, 
such as is ordinarily used for thermometers, and it shows that, 
for temperatures under 640°, the error is less than 1° Fahr. ; 
above that temperature the error becomes rapidly greater, and 
amounts to 7° '2 at 662°. The amount of error seems to vary 
greatly with the kind of glass employed: with fine crystal glass 
the error at 662° was found by Eegnault to be as much as 19°, 

Table 30. — Of the Ebror of the Common Mercurial Thermometer 
in Glass Tube, from the Experiments of Kegnault. 





Error of 




Error of * ; 




Error of 


Temperature 


Mercurial 


Temperature 


Mercurial 


Temperature 


Mercurial 


by an Air- 


Thermometer 


by an Air- 


Thermometer 


by an Air- 


Thermometer 


Thermometer. 


in Degrees 


Thermometer. 


in Degrees 


Thermometer. 


in Degrees 




Fahr. 




Fahr. 




Fahr. 


o 




o 




o 




212 


•000 


374 


-•630 


536 


+ -936 


230 


-•036 


392 


-•550 


554 


+ 1-440 


248 


-•090 


410 


-•450 


572 


+ 1^944 


266 


-•162 


428 


-•360 


590 


+ 2-610 


284 


-•270 


446 


-•270 


608 


+ 3-240 


302 


-•360 


464 


-•180 


626 


+ 4-320 


320 


-•468 


482 


+ •090 


644 


+ 5-400 


338 


-•576 


600 


+ •360 


662 


+ 7-200 


356 


-•666 i 

! 


518 


+ •684 







(36.) ^^ Air-Thermometers." — Air offers the great advantage as 
a measurer of heat, that its expansions are nearly equal for 
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equal increments of heat (27). This property renders it parti- 
cnlarly valuable for very high temperatures where the expansions 
of solids become very irregular. Air-thermometers, however^ 
are not adapted for ordinary use, and for practical purposes less 
perfect but more conyenient means have to be adopted for 
measuring high temperatures. 

(36.) ^^ Immersion Thermometer** — A simple method of esti- 
mating high temperatures is heating a mass of wrought iron to 
the unknown temperature, immersing it in a known weight of 
water, and observing the increase of temperature produced. 

Thus, let 7 lbs. of wrought iron, which has been heated to the 
unknown temperature, be plunged into 10 lbs. of water at 60^, 
heating it thereby to 180°. Then (180 - 60) x 10 = 1200 
units of heat have been given out by the 7 lbs. of iron, or 
1200 -i- 7 = 171*43 units per pound, and the specific heat of 
wrou^t iron being by Table 1 equal to one-ninth that of water, 
it must have been cooled 171*43 x ^ = 1543°; the unknown 
temperature must therefore have been 1543 + 180 = 1723°. 

Putting this into the form of a rule : — 

Let t = the temperature of the water before immersion. 
T = „ „ after „ 

T' = the unknown temperature required. 
W = the weight of the water in lbs., &c. 
w = the weight of the wrought iron in lbs., &c« 

Then T' = Tt - X W X 9-r-«7^ +T. 

Thus in our case (l80 - 60) x 10 x 9 -^ 7^ + 180 = 1723° 

the temperature required. There are several sources of inac- 
curacy in this method, namely, the variable specific heat of iron 
(2) and water (3), &&; notwithstanding which, it is perhaps the 
best practical method we have for high temperatures beyond the 
range of the; mercurial thermometer, or say 600° Fahr. 
; (B7.) }\Oolpjir Thermometer** — The colours which polished 
steel assumes when heated, have been used by workmen from 
time immemorial as a guide for temperature in tempering steel 
instruments. After heating to redness and quenching ii^ water, 
the steel becomes exceedingly hard and brittle : it is then xonghlj 
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polished and again heated until it takes the colour known by 
experience to be necessary to obtain the particular temper 
required, which varies with the nature of the work which the 
tool is to be used for. As the temperature rises the colour 
changes successively from white to yellow, brown, red, purple, 
blue, dark blue, green, and finally to dark grey. Table 31 gives 
the colours with the respective temperatures, &o. Temperatures 
ranging between 400° and 600° might be conveniently estimated 
by this method ; a small piece of thin steel re-polished for each 
observation would indicate with suficient precision the tempera- 
ture of an oven, &c., &c. An ordinary oven requires about 450° 
of heat, and should give to steel a straw yellow. 

Pouillet states that the temperature of furnaces, &c., may be 
estimated with considerable accuracy by the colour of the fire, 
and that with a little practice the error at very high tempera- 
tures will not exceed 90° or 100°. Table 32 gives the result of 
his observations with an air-thermometer. 

Table 81. — Of the Colouks of Polished Steel at different 

Temprratiires. 



Kind of Tools, &c 



Temperature. 



Very faint yellow for lancets . . 
Pale straw yellow for razors, &o. 
Orange fur penknives and chisels 

Brown for scissors, &c 

Bed for carpenters' tools 
Purple for watch-springs 
Bright blue for lock-springs . . 
Full blue for fine saws and needles 
Dark blue for common saws . . 

Greenish 

Grey 



• • 



• • 



• • 



420 
440 
470 
490 
510 
580 
550 
660 
600 
630 
750 



(38.) " Scales of the Thermometer" — The scale of the thermo- 
meter is arbitrary ; in this country the scale of Fahrenheit is 
used, in which two standard points are fixed, the lower one is 
obtained by plunging the thermometer into melting ice (13), and 
is marked 32° : the upper one is the temperature of steam with a 
pressure of 29 * 905 inches of mercury at 32° in the barometer 
(16), aad is marked 212°« Thus the difference between the two 
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Table 02, — ^Tempebaturbs corresponding to various Degrees of 
Light in Heated Metal, Furnaces, &c. M. Pouillet. 



Bed, just yisible 
„ duU .. .. 
„ cherry, dull 
„ „ fuU 
„ „ clear 
Orange, deep .. 
„ clear .. 
White heat 
„ bright .. 
„ dazzliug 




points is divided into 212 — 82 = 180°, which process con- 
tinned upwards and downwards gives the whole scale of the 
instrument. The whole length of the stem up to 212° should be 
heated by the steam, for obviously if the bulb only were so heated 
while the long column of mercury in the stem was at the low tem- 
perature of the ambient air, a considerable error would ensue. 

All thermometers intended for scientific purposes should be so 
graduate!!, and so used in practice, or otherwise the maker should 
indicate on each instrument the height to which it should be 
immersed in the liquid whose temperature was being taken. 
Care should also be taken to ascertain that the bore is equable 
throughout its length, by observing the length of a short column 
of mercury in different parts of the tube. 

On the Continent the Centigrade scale is commonly used; 
here the same standard points are used, but the lower one is 
marked 0° and the upper 100°, hence the distance between the 
two points is divided into 100°. The readings of the two 
scales are easily convertible by the rules 

F = (Cxl-8) + 82 andC = (F- 32)-f-l-8, 

in which F and C represent degrees in the respective scales 
Fahrenheit and Centigrade: thus, 75° Cent is = (75 x 1'8) 
4- 32 =, 167° Fahr. ; and 256° Fahr. is = (266 - 82) -r 1 • 8 = 
124*4 Cent., &o, Plate 12 gives a direct comparison of theso 
scales for a great range of temperature. 
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(39.) " The Position of Thermometers.^' — ^A thermometer freely 
exposed in the open air is subjected to four distinct and some- 
times contrary influences. There is solar radiation ; radiation 
from the cold sky ; radiation from the earth ; and contact of the 
ambient air with the bulb. In such a case the thermometer 
would not show the temperature of either the sun, sky, earth, or 
air, but a combined result of the whole in unknown proportions. 
For the purposes of science we require to measure at least three 
of these influences separately, namely, the temperature of the 
air, of solar radiation, and sky radiation, and we may indicate 
briefly the arrangements necessary for the purpose. 

(40.) " Temperature of the Air.** — The thermometer should 
be completely screened from radiation of heat or cold in all 
directions, but a screen of single thickness will not perfectly 
answer that purpose, because it will absorb the radiant heat and 
then radiate that heat to the bulb. The screen should be double 
or treble, with a space of 1 inch at least between each, com- 
pletely open at the ends to permit a current of air : the effect of 
the outer case being heated would then be to heat the air in the 
included space, which being heated would become lighter, and 
ascending would carry off the heat and so keep the inner case cool« 

" Solar Badiation,'*^ — A thermometer with a blackened bulb 
freely exposed to sun and air will show an excess of tempera- 
ture over the air to an extent which varies with the seasons, 
being on an average 4° in January and 40° in June, but some- 
times as much as 12^ and 65° respectively. The mid-day 
temperature in the sun will on an average range from 47° in 
January to 111° in June, but occasionally rising to 65° and 
155° respectively. See Table 96. 

But in such a case, part of the heat received from the sun is 
lost by contact of cool air, the amount of cooling varying with 
the temperature of the air. This loss may be prevented by 
enclosing the thermometer in an exhausted glass vessel, when on 
an average 20° to 80° and sometimes 40° higher temperature 
may be attained, and the irregularities due to the varying 
temperature of the air are eliminated. 

(41.) " Sky Badiation." — The temperature of celestial space 
is as low as — 224° Fahr. according to Fouillet, and if there 
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were no atmosphere a thermometer screened from radiation 
from the earth would indicate that temperature constantly. As 
it is, the depression does not often exceed 10^ to 15° below 
the temperature of the air ; but this is sufficient to reduce the 
temperature occasionally to 32°, or the freezing point in every 
month of the year except July and August. The daily range 
of the same thermometer (dO) thus exposed alternately to solar 
and sky radiation will vary from 31° in winter to 103° in June. 

(42.) " Temperature of the Air of the Globe" — The temperature 
of the air varies not only with the geographical position, but 
also with the height above the sea level, and with local circum- 
stances, so that observation alone can determine the mean tem- 
perature of any place. Table 33 gives the mean temperature 
of every week in the year at Greenwich, deduced from 
Mr. Ghdsher's observations, and Table 34 gives a summary 
of the temperatures of forty-four principal places in all parts 
of the globe calculateArom the table of M. Mahlman. 

The influence of elevation above the sea i& very considerabley 
but seems to vary with the climate, the season of the year, and 
the contour of the ground. Where the slope is gradual, the 
cold produced is 1° Fahr. for about 430 feet ; on steep mountain 
slopes about 355 feet, and in balloon ascents about 830 feet. 



Table 33. — Of the Mean Tbmpebatxjbe of every Week and Month 
in the Yeab at Geeenwich : from Fifty Years' Observations. 



^r .m^mm.A.^Mm 


Mean of 


l8t 


2nd 


Srd 


4tb 


Mcmtbf. 


Month. 


Week- 


Week. 


Week. 


Week. 


• 

January .. .. 


o 

86-5 


o 

36-2 


o 

(35-6) 


o 

36-2 




87-9 


February .. .. 


88*4 


38-0 


38- 1 


38*3 


89'3 


Hareh 


410 


40-0 


40-6 


41-8 


42-2 


AprU 

May 


46-0 


44-7 


45-2 


46-3 


47-8 


52-6 


511 


51-5 


531 


54-6 


June 


58-8 


56-9 


-58-0 


59-5 


60*6 


July .. .• .. 


61-7 


61-5 


61-6 


61-7 


61-9 


August 


m 


(62-2) 


61-7 


61-4 


60-1 


September .. .. 


58-3^ 


57-4 


56- 1 


64-9 


October .. .. 


50-0 


52*9 


51-2 


49-3 


47-7 


November .• 


48*3 


45 18 


44-0 


42-3 


41-2 


Peoember .. .. 


39-3 


40-5 


40- 1 


39-6 


37-0 



:♦ 
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Table 84. — Of the Mean Tbmperatueb of the Aie, in various partf 
of the Globe, at different Seasons of the Year. 





Height 


Moan Temperature. 




above the 
Sea hi feet. 


Year. 


Sprhig. 


Summer. 


Autumn. 


Wmter. 


Irkutsk, Siberia .. 


■ • 


o 
14-5 


o 

17-1 


63-0 


20-1 


o 
-38 


Nain, Labrador .. 


• • 


25-5 


21-6 


45-7 


36-0 


- 1-3 


St. Bernard, Alps 


8180 


30-2 


28-4 


43-0 


31-3 


18-0 


St. Grothard, Alps 


6873 


30-6 


27-1 


44-1 


32-0 


18-3 


Petersburgh 


• « 


38-3 


35-1 


60-3 


40-5 


16-7 


Moscow 


480 


38-5 


43-3 


62-6 


34-9 


13-5 


Christianla 


• • 


41-7 


39-2 


59-5 


42-4 


25-2 


Stockholm 


134 


42-1 


38-3 


61 


43-7 


25-5 


Montreal 


• • 


43-7 


44-2 


69-1 


47-1 


17-5 


Warsaw 


397 


45-5 


44-6 


63-5 


46-4 


27-5 


Berne 


1918 


46-0 


45-8 


60-4 


47-3 


30-4 


Stromnesa (Orkney) . . 


• t 


46-4 


43-7 


54-5 


48-2 


39-2 


Copenhagen 


• • 


46-8 


43-7 


63-0 


48-7 


31-3 


Dresden 


397 


47-3 


47-1 


62-9 


47-1 


31-3 


Edinburgh 


288 


47-5 


45 'i 
46-? 


57-9 


48-0 


38-5 


Berlin 


128 


47-5 


63- 1 


47-8 


30-6 


Nicolaief 


• • 


48-7 


49-3 


71-2 


60-0 


25-9 


Greenwich (Glaisher) . . 


• • 


49-2 


46-9 


60-8 


50-2 


38-9 


Vienna 


512 


60-2 


50-9 


68-5 


50-9 


33-4 


Paris 


210 


51-4 


50-5 


64-6 


52-2 


37-9 


Penzance 


• • 


62-0 


49-8 


61-7 


63-8 


43-9 


Hobart Town 


• • 


52-3 


52-9 


63-1 


51-6. 


42-1 


Turin 


915 


53- 1 


53«1 


71-6 


53-8 


33-4 


Trieste 


288 


65-8 


53-8 


71-5 


56-7 


39-4 


Constantinople .. 


• • 


56*7 


51-8 


73-4 


60-4 


40-6 


Montpellier 


• • 


57-4 


56-8 


75-9 


61-0 


44-5 


Madrid 


2175 


57-6 


57-6 


74-1 


56-7 


42-1 


Borne 


174 


59-7 


57-4 


73-2 


61-7 


46-6 


Nice 


• • 


60-1 


55-9 


72-5 


63-0 


48-7 


Quito 


9560 


60-1 


60-3 


60-1 


63-6 


59-7 


Naples 


180 


61-5 


59-4 


74-8 


62-2 


49-6 


Lisbon 


236 


61-5 


59-9 


71-1 


62-6 


52-3 


Buenos Ayres 


• • 


62-5 


59-4 


73-0 


64-6 


52-5 


Palermo 


180 


63-0 


59-0 


74-3 


66-2 


52*5 


Algiers 


• • 


64-0 


630 


74-5 


70-5 


540 


Paramatta (Australia) 


• • 


64-6 


66-6 


73-9 


64-8 


54-5 


Madeira (Funchal) 


• • 


65-7 


63-5 


70-0 


67-6 


61-3 


Cape of Gkxxl Hope , . 


• • 


66-4 


65-5 


74-1 


66-9 


58-6 


Canton 


• t 


69-8 


69-8 


82-0 


72-9 


54-8 


Cairo 


• • 


72-3 


71-6 


84-6 


74-3 


58-5 


Ceylon (Candy) .. 


1683 


72-9 


74-3 


73-0 


72-3 


721 


Bio Janeiro 


• • 


73-6 


72-5 


79-0 


74-5 


68-5 


Calcutta 


• • 


78-4 


82-6 


83-3 


80-0 


67-8 


Jamaica 


t • 


79-0 


78-3 


81-3 


80-0 


76-3 



Note — The Seasons in this Table are (for the Northern Hemisphere): Spring->Marcb 
April, and May; Summer — June, July, and August; Autumn — September, October, and 
ISovember; and Winter — December, January, and February. 
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(43.) " Internal Heat of the Olohe." — The temperature of the 
mrface of the ground follows pretty closely that of the air, 
wldch of course varies with the season, but as we descend those 
variations diminish until at a certain depth we come to a stratum 
whose temperature is invariable throughout the year, and is 
equal to the mean temperature of the air at that place. The 
depth of this stratum varies with the conducting power of the 
soil, and with the variableness of the surface climate : in tropical 
America it occurs at about 2 feet ; in this country from 20 to 
35 feet. 

Between the surface and this stratum of invariable tempera- 
ture we have a series of conditions approaching to the varia« 
bility of the surface or the fixedness of the lower stratum, 
according to the depth. Thus Mr. Glaisher found at depths 
of 0, 8-2, 6-4, 12-8 and 25-6 feet, the difference between the 
mean of the hottest and coldest months to be 30° -5, 23°, le'^* 1, 
9° - 31 and 3^ * 2 respectively. At 12 * 8 feet the mean temperature 
of January was 13° higher, and of July 15° lower than at the 
surface. It is surprising that this means of obtaining a mode- 
rate temperature in summer is not more extensively used : — a 
cage lowered by a windlass into a dry well to a depth of about 
80 feet would give a constant temperature of about 50°, or about 
20° below the mid-day summer heat in this country. 

(44.) Below the stratum of invariable temperature, the heat 
increases at a rate which varies with the character of the soil : 
three artesian bores with depths from 1792 to 2400 feet gave 
57*8 feet per degree, six Cornish copper and tin mines from 
1380 to 2112 feet in granite gave 57*4 feet, and five others 
from 768 to 1530 feet in '<Eillas" gave 38*5 feet only, per 
degree. 

Taking 58 feet per degree, and assuming 50° for the surface 
temperature, water would boil at (212 - 50) x 58 -r 5280 = 
1-78 miles, and cast iron would melt at (2010 — 50) X 58 -i- 
5280 = 21*5 miles. The high temperature which thus arises 
is the great obstacle to deep mining: a coal-pit in Durham 
1800 feet deep has a temperature of 80°, and a copper mine in 
Cornwall 2112 feet, has a temperature of 90°. At greater 
depths the heat would become intolerable to the men. 

(46.) " Sources of Heat and Cold," — The principal sources of 
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beat are: solar radiation (40); the internal heat of the globe 
(44); friction (46); compression (47); change of state from 
liquid to solid (18), and from vapour to liquid (17); chemical 
combinations (53), and pombustion (57). 

The principal sources of cold are: sky radiation (41) ; evapo- 
ration (193) ; dilatation of compressed air (51) ; and the use of 
ice and frigorific mixtures (53). 

(46.) " Heat developed by Friction'* — The fact, that friction 
produces heat has been known from the earliest times, but the 
power required to generate a given amount of heat was not 
accurately ascertained xmtil recently. By an agitator working 
in water and actuated by a falling weight, Mr. Joule found that 
to produce a " unit " of heat, required 772 foot-pounds, or 
772 pounds falling 1 foot: this is termed the ''mechanical 
equivalent" of heat. Conversely, one unit of heat should be 
capable of doing 772 foot-pounds of work in a steam-engine, 
&c., and as by (60) a pound of coal contains 13,000 units, it 
should yield 13000 X 772 = 10,036,000 foot-pounds. But the 
highest daty of the best Cornish pumping-engine does not 
exceed 107^ millions of fbot-pounds per bushel (94 lbs.) of 
coal, or 1,143,620 foot-pounds per pound of coal, or about one- 
ninth of the theoretical amount. 

(47.) ** Meat developed by Compression** — The law of Marriotte 
(29) is true only so long as the temperature remains constant 
as stated ; but every change of pressure and its accompanying 
change of volume is simidtaneously accompanied by a change 
of temperature, compression causing increase, and dilatation 
decrease. 

With atmospheric air, the ratio of the specific heat (6) under 
constant pressure being to that with constant volume by Table 5 
as 1*41 to 1, and absolute zero being — 458*4 by (27), the 
relations of pressure and temperature are given by the following 
rule: — * 

'f< -^i. % i t = (^p X (46'8-4 + 'S\ ,'- 458-4 5 •. 



or t 



= (|)'~'x (458-4 + t) - 458-4 ; 
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Table 85. — Of the Heat produced by CIompression of Ant, and Cold 
by Dilatation, the Volume at Atmospheric Pressure being 1*0 at 
the Temperature of 60° Fahrenheit. 



Pressare. 


















Temperatnre 


TotU 


Above a Vacaam. 


Above the 

Atmoephere 

in PooDds 


Volume. 


of the Air 
throughout 
the Process. 


Increase or 

Decrease of 

Temperature. 


Atmo- 


Inches of 


Pounds per 
Sq. Inch. 




spheres. 


Mercury. 


per Sq. Inch. 








•1667 


5 


2-45 


• • 


3-56 


-152-6 


-210-6 


•3333 


10 


4-9 


• • 


218 


- 83' 


•8 


-141-8 


•5 


15 


7-35 


• • 


1-634 


- 36' 


'7 


- 94^7 


•6667 


20 


9-8 


• • 


1-333 


+ 2 


4 


- 57-6 


•8333 


25 


12-25 


■ • 


1-137 


33 





- 27-0 


10 


30 


14-7 


0-00 


1-0000 


60 




00-0 


11 


33 


16-17 


1-47 


•9346 


74' 


6 


+ 14-6 


1-25 


37-5 


18-37 


3-67 


•8536 


94' 


8 


34-8 


1-5 


450 


22-05 


7-35 


•7501 


124' 


•9 


64-9 


1-75 


52-5 


25-81 


11-11 


•6724 


151 


•6 


91-6 


2-0 


60 


29-4 


14-7 


-6117 


175' 


8 


115-8 


2-5 


75 


36-7 


220 


-5221 


218 


•3 


158-3 


3-0 


90 


44-1 


29-4 


•4588 


255 


1 


195-1 


3-5 


105 


51-4 


36-7 


•4113 


287 


•8 


227-8 


4-0 


120 


58-8 


44-1 


•3741 


317' 


'4 


257-4 


60 


150 


73-5 


58-8 


•3194 


369 


•4 


309-4 


6-0 


180 


88-2 


73-5 


•2806 


414 


■5 


354-5 


7-0 


210 


102-9 


88-2 


•2516 


454 


5 


394-5 


8-0 


240 


117-6 


102-9 


-2288 


490 


•6 


430-6 


9-0 


270 


132-3 


117-6 


•2105 


523 


•7 


463-4 


10-0 


300 


147-0 


132-3 


•1953 


554 


494 


150 


450 


220-5 


205-8 


•1465 


681 


621 


200 


600 


294-0 


279-3 


•1195 


781 


721 


250 


750 


367-5 


352-8 


•1020 


864 


804 



Approximate Table. 



1-0 


30-0 


14^7 


0^00 


1-0 


60 


00- 


115 


34-5 


16^91 


2-21 


-9 


84 


24 


1-37 


411 


20-14 


5-44 


•8 


109 


49 


1-65 


49-5 


24-25 


9-55 


•7 


141 


81 


2-06 


61-8 


30-28 


15-58 


•6 


179 


119 


2-66 


79-8 


39-10 


24-40 


•5 


229 


169 


863 


108-9 


53-36 


38^66 


-4 


294 


234 


5^48 


164-4 


80^56 


65-86 


-3 


392 


332 


965 


289^5 


141-85 


127- 15 


•2 


540 


480 


2572 


7716 


878-08 


363-38 


-1 


869 


809 


(1) 


(2) 


(3) 


(4) 


(5) 


(6) 


a) 
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in which P and T are the total pressure (above vacnmn) and 
temperature in degrees Fahr. in one case, and jp and t the 
pressure and temperature in another case. The pressure may 
be taken in inches of mercury or pounds per square inch, &c., 
but of course must be the same in both cases. 

Thus say we have a volume of air = 1 * at 60°, with the baro- 
metric pressure = 30 inches of mercury, and we increase the pres- 
sure to 7 atmoEipheres or 30 x 7 = 210 inches above a vacuum; 
then P = 30,p = 210 and T = 60. To find the -2908 power 

of K we must make use of logarithms ; then 210 -f- 30 = 7, the 

logarithm of which is -845098 and • 845098 x -2908= -246754, 
the natural number of which is 1-761. Having thus obtained 
ij^-2908 __ 1.751 yfQ iiave no difficulty in applying the rule, and 
we obtain 1-761 x (458-4 + 60) - 468-4 = 464°-5, the tem- 
perature sought, which shows that compression has produced an 
increase of temperature of 454*5 — 60 = 394°- 5, The volume 
may now be found by the rule in (27) which becomes in our 
, 30 468-4 + 454-5 „._ , . ,, , ,, 

case 1 X 210 X 453.4 + 6 " *^^^^' ^'"'^^ *^** ^^ 

volume is reduced to one-fourth nearly. The cols. 5, 6, and 7 
in Table 35 have been calculated in this way. The rules will 
not give the temperature and pressure due to compression into 
any given volume direct, because the unknown temperature and 
pressure are involved in the question, but by drawing a diagram 
we may obtain both with approximate correctness, and we have 
thus obtained the numbers in the second part of Table 35. 
Thus, by suddenly compressing air to one-tenth of its volume 
we should increase its pressure to 10 atmospheres by the law 
of Marriotte, but the compression causes an increase in the 
temperature of 809°, which increases the pressure from 10 
atmospheres to 25-72 atmospheres as shown by col. 1 in the 
table. 

(48.) The heat developed will vary slightly with the ratios 
of the specific heats of the particular gas operated on, but may 
be found with the same rule by substituting for the fraction 
-^, the ratios given by col. 3 of Table 5, and where great accu- 
racy is desired substituting the true zero from coL 6 of Table 26, 
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or cols. 2 and 4 of Table 27 for 458 ' 4 given by tbe rule. Thus, 
for carbonic acid gas with a density of 4*7318 the rule becomes 

i = (1)''" X (434-3 + T) - 434-3, &c. 

(49.) The temperatures given by Table 35 will seldom be fully 
realized in practice except under particular conditions, because 
the heat generated although high in temperature is small in 
quantity, owing to the low specific heat and weight of air. 
Thus a cubic foot of air at 62° weighs by Table 24 only 
• 0761 lb. ; compressed to one-tenth of its volume it would 
be heated 809°, and the specific heat being *238, we have 
•0761 X 809 X -238 = 14-65 units of heat developed: then 
if the air-pump, &c., weighed 100 lbs., and the specific heat of 
cast iron being -13 nearly, the 14-65 units would be absorbed 
by it, and its own temperature would be increased only 
14-65 -r(' 13 X 100) = 1°-13. But where the compression is 
continuously renewed as with an air-pump regularly working, 
the temperatures due thereto would be approximately attained. 

(50.) The heat thus evolved by the compression of air is 
found very troublesome in some cases ; such as air-pumps for 
diving bells, pneumatic piles of bridges, &c., being destructive 
to the lubricating oil. The pumps may be kept cool by sur- 
rounding them with cold water continually changed by a 
current passing through the cistern, and we can easily calcidate 
the quantity of water necessary. Say we have double-acting 
pumps with two barrels 12 inches diameter 18 inches stroke, 
thirty-five revolutions per minute, discharging 165 cubic feet 
of air (taken at the atmospheric pressure) against 100 feet head 
of water, or 88 • 5 say 90 inches of mercury by Table 38. The 
total pressure is thus increased from 30 to 30 + 90 = 120 
inches of mercury, or from 1 atmosphere to 120 -=- 30 = 4 
atmospheres, and by col. 7 of Table 35 the heat developed is 
257°. The weight of the air is -0761 x 165 = 12-6 lbs., and 
its specific heat being that with constant pressure (5) or - 238, 
the heat developed will* be 12-6 x 257 x '238 = 770 units, 
and admitting that the water used for cooling may be heated 
30°, we require 770-r-30 = 25-7 lbs., or 2-57 gallons per 
minute* 
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(51.) " Freezing hy Compressed Air** — If compressed air be 
deprived by cold water or otherwise of the heat developed by 
compression, and then saffered to return to its normal volume 
by the relief of the pressure, a very low temperature is obtained, 
which may be used for freezing water and other purposes. 

The amount of heat to be taken from a pound of water at 60^ 
to reduce it to ice at 32^ is 170 units, namely, 

, Units. 

One pound of water at 60° to water at 32° .. .. 28 
„ „ 32° „ ice*^ „ 32° (latent) 142 

. , 170 



Assuming the pressure of the . compressed air at 2 atmo- 
spheres total, we can calculate the quantity of air necessary 
to freeze a pound of water, and the mechanical power required 
to do the work. One pound of air .at 1 atmosphere and at 60° 
compressed to 2 atmospheres, is heated 116° by col. 7 of 
Table 35, and the specific heat of air where expansion is per- 
mitted being '238 we have '238 x 116 = 27*6 units per pound 
of air, and to freeze a pound of water from 60° requires 
170 -r- 27- 6 = 6-16 lbs. of air, or 6-16-r- '0761 = 81 cubic 
feet of air at 1 atmosphere and at 60°, 

We now have to find the power required to compress this 
air. Imagine an air-pump 1 foot square and 1 foot stroke, 
thus holding 1 cubic foot, and let it discharge air compressed 
to 2 atmospheres, and heated 116° by the compression, into 
a reservoir where it is cooled down by cold water to 60° again. 
Let that compressed air be caused to pass through a refrigerator 
where it is allowed to return to its normal pressure and in so 
doing to absorb from the water to be frozen, the heat which it 
gave out when compressed, and let the pressure in the reservoir 
be maintained uniformly at 2 atmospheres. 

(52.) Now the pressure on the piston of the air-pump would 
be nothing at the commencement of « the stroke, rising to 2 
atmospheres above a vacuum when the volume was reduced to 
^6117 cubic foot by coL 5 of Table 35, or when the piston had 
travelled 1 - • 6117 = • 3883 foot. To find the power expended 



COLD BT DILATATION OF 00MPBBS6SD AIB. 49 

in this part of the operation we must take the travel of the 
piston giyen by coL 5 and the mean pressure from col. 4 : thus, 
the piston travels 1 — * 9346 = ' 0654 foot with a mean pres- 
sure of (0 + 1 • 47) -f. 2 = • 735 lb. per square inch, requiring 
• 0654 X • 735 = • 048 foot-pound ; the next travel is • 9346 
- -8636 = -081 foot, against (1-47 + 3*67) 4- 2 = 2-57 lbs. 
requiring '081 x 2*57 = '208 foot-pound. We thus obtain 

the following numbers : — 

Foot- 
pounds. 

(1-0000 - -9346) X ( 0-00+ l-47)-^2 =-048 

( -9346 --8536) X ( 1-47+ 3-67)4-2 = -208 

( -8536 --7501) X ( 3-67+ 7-35)^2 = '570 

( -7501 --6724) X ( 7-35 + 11-11)^ 2 = -717 

( •6724-.-6117)x (11-11+ 14-7);^ 2 =-783 

Total = 2-326 



We thus find the power during the first part of the stroke 
to be 2*326 foot-pounds per square inch of piston, or 
2-326 X 144 = 335 foot-pounds on the whole area. The 
piston then completes the stroke or -6117 foot against a 
uniform pressure of 14*7 x 1^4 = 2116*8 lbs. per square 
foot, and requires 2116*8 x '6117 = 1295 foot-pounds more, 
making a total of 335 -|- 1295 = 1630 foot-pounds to compress 
and deliver a cubic foot of air taken at atmospheric pressure, 
&o., and the 81 cubic feet which we found necessary (51) to 
freeze a pound of water, required 1630 x 81 = 132030 foot-pounds. 

By Joule's experiments (46) the mechanical equivalent of a 
unit of heat is 772 foot-pounds ; hence tiie 170 units necessary 
to be taken from a pound of water in order to freeze it required 
170 X 772 = 131240 foot-pounds, which is very nearly the 
amount we have calculated. 

The indicated horse-power being equal to 33,000 foot-pounds 
per minute, we find that one horse-power would produce 
83000 X 60 -T- 132030 = 15 lbs. of ice per hour. But we 
have here allowed nothing for the friction of the air-pumps; 
perhaps 10 lbs. of ice would be about the amount in practice, 
and allowing as in (74), 6*75 lbs. of coal per indicated horse- 
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power, wo have 10-^6'75 = 1*7B lbs. of ice par pound of 
coal. By placing anotber cylinder between tbe re&igetator 
and tbe open air, bo aa to utilize the presanre left in tbe air 
after cooling, the power might be conaiderably reduced, but the 
complication of machinery and conaequent lose by friction 
would neutralize to a great extent the adTanti^ tbns gained. 

(S3.) " Fr^orijie Mtxtureg." — The mixture of many Baits 
with water, snow, and adds is productive of cold, and by this 
means a very low temperature may be obtained at all seaaona 
and in all climates. Table 36 gives a few of the best mixtures 
for this ptupose : most of tbem may be recovered after nee by 
evaporation. Tbe beat practical mixture is that of common salt 
with enow or pounded ice, by which an intenee cold, 32° below 
die fteezing point of water may be easily obtained. 

" Healing ISixturea." — The development of heat is a frequent 
result of the ntixtnre of liquids with one another or with solids : 
tbns equal volumes of sulphuric acid and water, both at 67°, 
give 212° ae the result of mixture. When quicklime is slaked 
with water, a very higb temperature is generated, varying how- 
ever very much with the quantity of water used. Fresh burnt 
cbalk-limo was found to absorb about 2i times its own weight 
of ^ter, and if much more than that is need, the heat developed 
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is yery small: thus with water 6 to lime 1, the water was 
heated fix)m 52° to 60°, or 8° only, but with equal weights the 
temperature became 210°. With less water the high tempera- 
ture of 476° was obtained, varying however in different parts 
of the mass : two other experiments gave 412° and 384° 
respectively, 

(54.) " Density and Weight of Bodies,** — The specific gravity 
or weight of bodies is frequently required throughout this 
work, and it will be convenient to give it in a collected form. 
This is done for solids and liquids in Table 87, the basis of 



Table 37. — Of the Specific Gbavity and Weight of Matebials, 

Water at 62° beinff I'OOO. 



Heronry 

Lead 

Copper, sheet 

Onn Metal, cast 

Copper, cast 

Brass, cast 

Wronght Iron 

Tin, cast 

Zinc, sheet 

Cast Iron, British, mean .. 

Zinc, cast 

Slate 

Glass 

Granite, Cornish 

Sandstone, Yorkshire 

Brick, London Stock 

Sand, River 

Coal, British, mean 

Water, distilled 

Ice, at 32-' 

Alcohol 

Oil, Olive 

Oak, seasoned 

Elm, „ 

Mahogany, Honduras, seasoned 

Pine, Yellow, Bcasoned 

Cokel, GhEts, in measure 

Cork 



Specific 
Gravity. 



13-596 
11-352 

8-785 
8-670 
8-607 
8-393 
7-788 
7-291 
7-190 
7-087 
6-861 
2-835 
"760 
'662 
506 
•841 
•546 
•313 
•000 
•93 
•813 
"9153 
•777 
"588 
"560 
483 
"353 
'24 



2 

2 

2 

1 

1 

l- 

1 



Weight 

of a 

Cubic Foot 

in Pounds. 



847 

707 

547 

540 

536 

523 

485 

454 

448 

441 

427 

176 

172 

165 

156 

114 

96 

81 

62 

57 

50 

57 

48 

36 

34 

30 

22 

14 



•3 

-5 

-5 

-3 

-4 

-1 

-3 

-4 

•1 

-6 

-6 

•7 

•0 

-9 

•2 

•7 

-35 

-83 

•321 

-96 

•67 

-04 

•42 

-65 

•9 

•1 

-0 

•96 



Weight 

of a 

Cubic Inch 

in Pounds. 



•4903 
-4094 
-3168 
-3127 
•3104 
•3027 
-2809 
-2630 
-2593 
•2556 
-2474 
-1022 
-0995 
•0960 
•0904 
•0664 
0558 
•0474 
-03606 
-03354 
-02932 
•03301 
•02802 
•0212 
•0202 
•01742 
•01273 
•00866 



No. of 

Cubic Feet 

in One 

Tou. 



2 

3 

4 

4 

4 

4 

4 

4 

4 

5 

5 

12 

13 

13 

14 

19 

23 

27 

35 

38 

44 

39 

46 

61 

64 

74 

101 

149 



•644 

•166 

•091 

•145 

•176 

•282 

•615 

•930 

•999 

•07 

•24 

•68 

•02 

•50 

•34 

•52 

•25 

•37 

•95 

•65 

•21 

•27 

•26 

•IS 

•18 

•41 

-8 

-7 
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which is the weight of distilled water at 62^, when by Act of 
Parliament a gallon containing 277*274 cubic inches weighs 
10 lbs.; hence a cubic foot at that same temperature weighs 
1728 X 10 -r 277 • 274: = 62 • 321 lbs. The weight of water at 
other temperatures is given by Table 21, and Table 88 gives 
the pressure of columns of water in pounds per square inch, 
and in inches of mercury. 

Table 88. — Of Equivalent Pees8ube8 in Pounds per Squabb Inch, 
Feet of Wateb, and Inches of Mebcuby, at a Temperature of 
62° Fahr. 



Pounds per 


Feet of 


Inches of 


Founds per 


Feet of 


Inches of 


Square Inch. 


Water. 


Mercury. 


Square Inch. 


Water. 


Mercury. 


1- 


2-311 


2-046 


2-5962 


6- 


5-31198 


2- 


4-622 


4 092 


3-0289 


7- 


6-19731 


8- 


6-933 


6-138 


3-4616 


8- 


7-08264 


4- 


9-244 


8-184 


3-8942 


9- 


7-96797 


5- 


11-555 


10-230 


•48875 


1-12952 


1- 


6- 


13-866 


12-276 


•97750 


2-25904 


2- 


7- 


16-177 


14-322 


1-46625 


3-38856 


3- 


8- 


18-488 


16-368 


1-95500 


4-51808 


4- 


9- 


20-800 


18-414 


2-44375 


5-64760 


5- 


•4327 


1- 


-88533 


2-93250 


6-77712 


6- 


•8654 


2- 


1-77066 


8-42125 


7-90664 


7- 


1-2981 


3- 


2-65599 


3-91000 


9-03616 


8- 


1-7308 


4- 


3-54132 


4-39875 


10-16568 


9- 


2-1635 


5- 


4-42665 









Example. — Beqnired the Pressure per Square Inch, and Equivalent 
Column of Mercury for a Head of 247 feet of Water. 



Feet of 
Water. 

200 
40 

7 



Founds per 
Square Inch. 

86-54 

17-308 

3-029 



247 = 106-877 



or 
»> 



n 



Inches of 
Mercury. 

177-066 

35-413 

6-197 

218-676 



(65.) The density and weight of gases are complicated by 
temperature and pressure. Table 39 gives the density, &c., at 
62° under a pressure of 29 * 92 inches of mercury in the baro- 
meter. The results for vapours in cols. 2, 3, 4, 5 are somewhat 
fictitious, because the relations of vapours as to pressure and 
temperature are fixed and unalterable. With a pressure of 
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39'92 inoheB <^ meronry, bs in Table 39, tbe T&ponr of water 
can have oo other temperature than 212° ; and ether 100°, aa in 
Table 10. At 62° water has an elaatio force of -556 Inch of 
meronry only, instead of 29 ' 92 inches ; but we can calculate 
the denait; hy ool. 1, which givea the ratios to air at all tempe- 
ratures and pressures. 

Table 68 gives in col. 7 the true weight of a onbio fool of 
Taponr at its own normal and proper pressuie, given bj coL 4, 
both being goremed infleziblf bj the temperatures in col. 1 In 
the same table (79). The numbers in Table 89 are given to 
&cilitate calculation, the correctneBs of which will not be 
affected by the fact that the data are fictitions. Thus col. 4 
gives the weight of vapour of water at 62° and 29*92 iuches 
pressure, at ■ 01745 lb. per cubic foot j at its true normal pres- 
auK. of ■ 556 inch, the weight would be ■ 04745 x ' 556 .4- 29 ■ 92 
= -000881 Ik, aa per coL 7 of Table 68. The volume and 
weight c£ dry air at different temperatures ifi given by Table 24. 

Tablb 89.— Of the Density of Gabbs and Tapoubb, Air at the 
same Temperature and PreBBUre being I'O; also the Weight of a 
Cubic Foot at 62°, under an Atmosidieric PresBure of 29 ' 92 inches 
of Mercury. 







Bpociflc Qni 


«%° 


3r 


Ft.-i 




(&eBn„iilL) 






Pouiicla. 






l-OOOOO 


001221 


J- 


h 


■07610 


13-14 


Hyilrogen Ou „ .. 


•0«92S 








■00527 


189-70 


Oijgan Gaa 


1-10563 


001350 „ 






-034H 




NitrogeaGoB 


■97137 


001185 ., 






-07383 


13-64 


CBrboDicAciaCaB.. .. 


1-52901 


001870 „ 






■11636 


a -.19 


Carbonic Oiide Gt»8 


-967i 


00118 „ 






■0736-t 


13-60 


Tapoutrf Water .. .. 




0007613 „ 






■O+TW 


21-07 


„ Alcohol .. .. 


1-5S9 


00194 „ 




■12092 


8-27 


„ Sulphnrio Ether 


2-586 


003IS „ 




■ 19080 


5-08 


Oiiol-rurpentine 


4-760 


00581 „ 




-30224 


2-76 


Merotiry.. .. 


6 970 


00850 „ 




■52987 


1-sa 




CO 


m 


13) 


(*) 


(«) 



n (2), <&o., are rednoed 
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(56.) " Atomic Weights of Bodies" — All bodies which com- 
bine chemically tend to do so in fixed definite proportions, 
which are termed " atomic weights," or " chemical equivalents," 
and are given for a few elementary bodies in Table 40. Thns 
1 atom of oxygen, or 100 lbs., combining with 2 atoms of nitro- 
gen, or 350 lbs., forms 100 + 350 = 450 lbs. of atmospheric 
air. Again, 6 atoms, or 500 lbs., of oxygen, combining with 
1 atom, or 175 lbs., of nitrogen, forms 500 + 175 = 675 lbs. of 
nitric acid. Other illustrations of the application of the table 
are given in (3) (57), &c. 

Table 40. — Of the Atomic Weights of Elementary Bodies, 

Oxygen being = 100. 



Element. 


Combining 
Weights. 


Element. 


CombiniDg 
Weights. 


Element 


Combining 
Weights. 


Aluminlnm 


171-16 


Gk)ld 


1243-01 


Oxygen .. 


100-00 


Antimony 


1612-90 


Hydrogen 


12-50 


Phosphorus 


392-31 


Bismuth .. 


1330-37 


Iron . . 


339-20 


Platina .. 


1233-50 


Calcium .. 


256-02 


Lead 


1294-50 


Silver .. 


1351-61 


Carbon .. 


75-00 


Mercury .. 


1265-82 


Sulphur .. 


201-16 


Chlorine .. 


442-65 


Nickel 


369-67 


Tin .. .. 


735-29 


Copper .. 


895-69 


Nitrogen.. 


175-00 


Zinc .. 


403-23 



CHAPTEE II. 



ON COMBUSTION. 

(57.) " Theory of Combustion" — Combustion consists in the 
combination of bodies, and principally of carbon and hydrogen 
with oxygen, the carbon combining with oxygen derived from 
the air forming carbonic acid, and hydrogen similarly combining 
forming water. One " atom," or 75 lbs., of carbon (Table 40), 
combining with 2 atoms, or 200 lbs., of oxygen, forms 275 lbs. 
of carbonic acid. One atom, or 12*5 lbs., of hydrogen, com- 
bining with 1 atom, or 100 lbs., of oxygen, forms 112 '5 lbs, 
of water. By the experiments of Dnlong, the heat evolyed by 
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these combiDations is 12,906 units per pound of carbon, and 
62,535 units per pound of hydrogen. 

The combustibles used in the arts are principally composed 
of carbon and hydrogen, as shown by Table 41, and from their 
known composition we can easily calculate the heat developed 
by them. Thus, oil of turpentine, by the table, consists of * 884 
carbon and • 116 hydrogen, and 1 lb. of it will yield — 

Carbon .. -884 x 12906 = 11409 units of heat 
Hydrogen .. -116 x 62535 = 7254 



18663 



99 



» 



Table 41. — Of the Chemical Composition of Combustibles, 

according to P^clet, &c. 



Elements. 



Coal, mean 97 kinds 

Coke 

Wood, perfectly dry 

„ ordinary state 

„ charcoal 
Peat, perfectly dry 

„ ordinary state 
Oil of Turpentine .. 

Alcohol 

Olive OU 

Sperm Oil 

Beeswax 

Bpermaceti 

Tallow 

Paraffine OU .. 

Besin 

Solphniic Ether .. 



Carbon. 


Hydro- 
gen. 


Oxygen. 


Nitrogen 

and 
Sulphur. 


Water. 


Ashes. 


•804 


•0519 


•0787 


•0246 


m • 


•0408 


•850 


• • 


• • 




• • 


•150 


•510 


•053 


•417 




• • 


•020 


•408 


•042 


•334 




•200 


•016 


•930 


• • 


• • 




• • 


•070 


•580 


•060 


•310 




• • 


•050 


•464 


•048 


•248 




•200 


•040 


•884 


•116 


• • 




• • 




•5198 


•1370 


•3432 




• • 




•7721 


•1336 


•0943 




• • 




•789 


•1097 


•1013 




• • 




•816 


•139 


•045 




• • 




•816 


•128 


•056 




• • 




•790 


•117 


•093 




• • 




•8522 


•1478 


• • 




• • 




•7927 


•1015 


•1058 




• • 




•6531 


•1333 


•2136 




• • 





Total. 



1^000 



»» 

>> 
»> 

n 
n 
>» 
i» 
>i 
»» 
j» 
»» 



(58.) The presence of oxygen in a combnstible containing 
hydrogen has the effect of reducing its heating power, for when 
a combustible contains 8 lbs. of oxygen to 1 lb. of hydrogen, 
being the ratio in which they combine to form water, they do so 
combine, but give out no useful heat, whereas if hydrogen alone 
is present it yields the full amount of heat due to it. When 
oxygen is present, but in too small a proportion to combine 
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with the whole of the hydrogen, it combines with one-eightb 
of its weight, and leaves the rest as an eoccess of hydrogen^ 
which yields its due proportion of heat as before. 

(59.) AiiOOHOL will serve to illustrate the effect of oxygen in 
a combustible, it being composed, as per Table 41, of *519& 
carbon, ' 137 hydrogen, and * 3432 oxygen. We have seen in 
(57) that oxygen requires one-eighth part of its weight of 
hydrogen to form water; the oxygen in alcohol will require 
*3432 -^ 8 = *0429 hydrogen ; whereas the combustible con- 
tains * 137 of hydrogen : there remains, therefore, * 137 — 
*0429 = *0941 hydrogen in excess to develop its heat, and we 
have — 

Ctobon -6198 x 12906 = 6708 units 

Hydrogen in excess .. -0941 x 62535 = 5885 „ 

12593 



Similarly for Qlivb Oil, composed of -7721 carbon, *1836 
hydrogen, and '0943 oxygen, we have — 

Carbon -7721 x 12906 = 9965 units 

Hydrogen f ' 1336 - ^-) = " 1218 x 62535 = 7517 „ 



17482 „ 



Tallow, composed of *79 carbon, '117 hydrogen, and *093 
oxygen, will give- 
Carbon -79 X 12906 = 10195 units 

Hydrogen (-117 - ^^ = -1055 x 62535 = 6597 „ 



16792 



Pabaffins Oil, or Pktbolsuh, composed of carbon *8522 
and hydrogen • 1478, will give — 

Carbon .. .. -8522 x 12906 = 10998 units 
Hydrogen.. .. -1478x62535= 9242 „ 



20240 „ 
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Sulphuric Etheb, oomposed of carbon * 6531, hydrogen * 1333, 
and oxygen • 2136, will give — 

Carbon ''6531 x 12906 = 8429 units 

(•2136\ 
•1333 - A- j = '1066 X 62535 = 6666 „ 

15095 

Bbeswax, composed of carbon *816, hydrogen *139, and 
oxygen • 045, will give — 

Carbon -816 x 12906 = 10531 units 

Hydrogen (-139 - '-^^ = -1334 x 62535 = 8342 „ 

18873 
^^^^ » 

(60.) From the Government experiments on Coal, by Playfair 
and De la B^he, we find, as a mean of 97 different kinds of 
English, Welsh, and Scotch coals, the composition to be as per 
Table 41, and from this we have — 

Carbon -804 x 12906 = 10376 units 

Hydrogen f -0519-. '-^) = -04206 x 62535 = 2630 „ 



^,,,, _^ 



13006 



CoEB, oontaining * 85 carbon, without any hydrogen or oxygen, 
wiU yield -85 x 12906 = 10970 units of heat, 

(61.) Wood, perfectly dry, contains not only • 51 carbon, but 
also *47 hydrogen and oxygen, but as these are in the pro- 
portion proper for forming water, they combine without yielding 
any useful heat, and we have *51 x 12906 = 6582 imits per 
pound of dry wood. 

Wood in its ordinary state of dryness contains 20 per cent. 
of water, its carbon is thereby reduced to • 51 x ' 8 = • 408, and 
its calorific power to *408 x 12906 = 5265 units per pound. 
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Charcoal from wood, containing * 98 carbon, will give * 93 x 
12906 = 12000 units per pound. 

(62.) Peat, artificially dried, contains '68 carbon, '06 hy- 
drogen, and * 31 oxygen. The oxygen in the fael will combine 
with • 31 -T- 8 = -04 hydrogen, leaving • 06 - • 04 = • 02 hy- 
drogen in excess, to develop its share of heat ; and we have — 

Carbon -58 x 12906 = 7485 units 

Hydrogen in excess .. '02 x 62535 = 1251 „ 

8736 „ 



Peat in its natural state of dryness contains *464 carbon, 
•048 hydrogen, and '248 oxygen. The oxygen will combine 
with • 248 -^ 8 = • 031 hydrogen, leaving • 048 - • 031 = • 017 
hydrogen in excess, and we have — 

Carbon -464 x 12906 = 5988 units 

Hydrogen in excess .. -017 x 62535 = 1163 „ 

7151 „ 



Charcoal of peat contains *818 carbon, and yields *818 x 
12906 = 10557 units per pound. 

The heating power of combustibles, as found by the preceding 
calculations, is the maximum effect they are capable of pro- 
ducing. When we come to apply it to practice we shall see 
(103) that there are sources of unavoidable loss which reduce 
their useful effect considerably. 

(63.) " Effect of Water in a Combustible." — When a combustible 
contains water, with which it is more or less saturated, the effect 
is twofold ; say we take wood in its ordinary state, containing 
20 per cent, of water ; the really combustible matter is reduced 
to 80 per cent, of the amount contained in the same weight of 
wood perfectly dry, and of necessity the calorific power is 
reduced in the same proportion. The second effect is, that part 
of the heat in the residue is consumed uselessly iu evaporating 
the water. Wood perfectly dry gives by Table 42, 6480 unit^ 
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which for wood ii^ the ordinary state containing 20 per cent, of 
water, is reduced to 6480 x ' 8 = 5184 nnits, but the * 2 water, 
say at 62°, will require for its evaporation (1178 — 62) x 
*2 = 223 units, so that the useful heat is reduced to 5184 — 223 
= 4961 units : this correction may be neglected in many cases, 
the amount being small in proportion to the heat given out by 
the fuel. 

The experiments of Eumford have shown that the heating 
power of wood varies only with the state of dryness ; that is to 
say, all the different kinds of wood in the same state of dryness 
yield sensibly the same amount of heat. 

(64.) "Experimented Power of Combustibles,*' — The heating 
power of combustibles may also be determined by direct experi- 
ment with ** calorimeters *' specially designed for the purpose, 
such as Eumford's and others. Eumford*s apparatus consisted 
of a shallow vessel of copper filled with water ; the fuel to be 
experimented on is burnt beneath it, and the products of com- 
bustion being collected by a hood or inverted funnel, are caused 
to pass by a worm circulating through the mass of the water, 
and the calorific power is estimated by the increase in tem- 
perature of the water and the vessel. To avoid loss of heat by 
the apparatus during the experiment, the mean temperature is 
arrauged to be the same as the temperature of the air ; thus if 
the air was at 60° and the range of temperature 20°, the water 
would be taken at 50° to begin with, and would be 70° at the 
end of the experiment. With such an apparatus we should not 
obtain the total heating power in the fuel; some of the heat 
would be lost by direct radiation from the burning fael, and 
some would pass off with the air issuing from the apparatus after 
passing through it, which would always have a temperature 
higher than the water it was intended to heat. 

(65.) Say we had an apparatus like Bumford's, made of sheet 
copper, weighing 10 lbs. and holding 60 lbs. of water at 50°, 
which became heated to 70° by J of a pound or 4 ounces of dry 
wood. The specific heat of copper (Table 1) being '095 by 
Begnault's experiments, the amount of heat absorbed by the 
vessel heated 20° wiU be 10 x 20 x -095 = 19 units, and 
the water absorbs 60 x 20 = 1200 units. The i lb. of fuel has 
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thus given out 19 -|- 1200 s 1219 nnits, which is equal to 
1219 -f- * 25 s 4876 units per pooncL Table 42 gives the 
calorific power of oombostibles by Emnford and others. 



Table 42. — Of the Caloripio Power of Combustibles, by 
Philosophical Experiment and Theory. 



Hydrogen, burning to Water 












Carbon, burning to Carbonic Acid 
„ from wood, burning to Car-1 

bonic Acid / 

Carbon, burning to Carbonic Acid 

Carbonic Oxide 






>» 



»> 



Carbonic Oxide, burning to Car-| 
bonic Acid / 

1 lb. Carbon in tbe form of Carbonic I 
Oxide, burning to Carbonic Acid I 

Wood, perfectly dried by artificial! 
heat / 

Wood, in ordinary state of dryness 

Olive Oil 



M 



Co1j» Oil 
Alcohol 



j» 



Sulphuric Ether 



»« 



Tallow 



» 



density '728 at 68° 



>t 



Oil of Turpentine .. 
Naphtha, density *827 
Sulphur 



>» 



Phosphorus 
Beeswax, white 



tt 



n 



Units of 

Heat 

per lb. of 

Fuel, by 

Experi- 

« meiit. 



62535 
62032 
42120 
39807 
42552 
12906 

14544 

14040 
2495 
4453 

4478 

4325 

10411 

6480 

5040 
17752 
16279 
20153 
16753 
12339 
11151 
16974 
14454 
15550 
12935 
19505 
13208 
4682 
4032 
13500 
18900 
17422 



Authorities. 



Dulong. 

Favre & Silbermann. 

Laplace. 

Clement. 

Despretz. 

Dulong. 

Favre & Silbermann. 

Despretz. 

Dulong. 

Favre & Silbermann. 

Dulong. 

Favre & Silbermann. 

Dulong. 

Bumford 

„ •• .. 

Dulong 

Bumford. 
Lavoisier. 
Bumford. 

Dulong 

Bumford. 

Dulong 

Bumford. 

„ .... 

Laplace. 

Dulong 

Bumford 

Dulong. 

Favre & Silbermann. 

Laplace. 

>» 

Bumford. 



1 



Units of 

Heat 

per lb. 

of Fuel 
by 

Theory. 



6582 

5265 
17482 



12593 
15095 
16792 
18663 



18873 
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(66.) " Practical Experimenta on FueV* — The most valuable 
experiments are those that have been made on the large scale on 
steam-engine boilers in practice; we then obtain the heating 
power of fuel in a form directly applicable to cases analogous to 
the experimental ones. 

"Power of Wood.*' — The best experiments on the heating 
power of wood, on the large scale, are given by Peclet. In 
one case with a hot-water boiler in a public bath, 15,800 lbs. of 
water were heated 163° by 440 lbs. of wood in the ordinary 
state of dryness, containing 20 per cent, of water ; this gives 
15800 X 153 -T- 440 = 5494 units per pound of wood. This is 
an exceptionally good result, arising no doubt from the &ct that 
the apparatus was so well arranged that the smoke left it at the 
temperature of the atmosphere, or nearly so, the whole of the 
heat given out by the wood being thus utilized. 

(67.) In anotiier experiment on a steam-boiler, 3*24 lbs. of 
water were evaporated per pound of wood : the air passed into 
the chimney at 480°, and retained half of its oxygen, or 10 per 
cent, unconsumed (76). The temperature of the feed-water is 
not given, but assuming that it was 100°, the calorific power of 
the wood is 3 • 24 X (1178 - 100) = 3498 units per pound of fuel. 

This is a low result, but it is what might be expected under 
the circumstances. The wood used contained 25 per cent of 
water, therefore a pound of such wood contained only * 75 lb. of 
real combustible; the water would require '25 x (1178 — 62°) 
sr 279 units to evaporate it, and there would be a further loss 
of heat by the air in the chimney which departs highly heated. 
We shall see in (77) that dry wood requires 161 cubic feet of air 
when the oxygen is only half consumed, as in our case ; there- 
foire wood containing 25 per cent, of water requires 161 x * 75 
= 120 cubic feet; or 120 x '0761 = 9-1 lbs. of air, which, 
heated 420^, or say from 60° to 480°, the temperature of the air 
in the chimney will carry off 9-1 x 420 X '238 = 910 units. 
Adding these together, we obtain 8493 + 279 + 910 = 4682 
units per pound of damp wood containing 25 per cent, of water, 
which is equal to 4682 -f. * 75 = 6242 imits per pound of wood 
perfectly dry. Eumford's experiments in Table 42 give 6480 
units. 
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The circumstances under which this experiment was made 
are analogous to most practical cases, and the heating power of 
wood in its ordinary state of dryness may be taken at about 
8500 units per pound of fueL 

(68.) ^^ Power of Coals " — ^Experiments were made upon the 
weekly consumption of coals by two Elephant or French boilers, 
composed of a body of large diameter, connected by necks with 
three smaller ones about 20 inches diameter : the furnaces were 
Juckes' seK-acting. The experiments were made with two 
kinds of coal, one a kind of Welsh coal, and the other, small 
coal, or screenings from Yorkshire coals ; each kind was experi- 
mented on for six days, from Monday to Saturday, and the result 
includes, therefore, loss by radiation during the night, &c., &c., 
and in getting up steam each morning. The water evaporated 
was measured in a vessel from which the feed-pump was 
supplied. 

(69.) With the Welsh coals 193,876 lbs. of water were eva- 
porated by 28,160 lbs. of coals, or 193876 -f- 28160 = 6-88 lbs. 
of water per pound of coaL The water had a temperature 
of about 80% and hence we have (1178 - 80) x 193876 -H 
28160 = 7560 units per pound of Welsh coals. 

(70.) With the Yorkshire smaU coals, 167,526 lbs. of water 
were evaporated by 29,802 lbs. of coal, or 167526 -f- 29802 = 
6-621 lbs. of water per pound of coal, or (1178 - 80) x 167526 
-7- 29802 = 6172 units of heat per pound of Yorkshire small 
coal. 

Both these results are low, as might be expected, but they 
apply without correction to analogous cases, which are very 
numerous. The engine worked about twelve hours per day. 

(71.) There is a source of error in such experiments, fre- 
quently overlooked, arising from priming^ in which water passes 
over with the steam, and is not evaporated to steam at all. In 
the two following experiments this was avoided by taking off 
the man-hole cover and allowing the steam to escape into the 
atmosphere ; the water was measured in by hand with a two- 
gallon spirit measure. 

An experiment was made with Cater's patent tubular boiler, 
in which the fire is placed beneath the body, passes along tho 
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bottom, letuming to the front by a set of 4-iiich tubes, and 
again to the back by another set of 3-inch tubes, thus traversing 
the length of the boiler thrice ; the temperature of the air as 
it left the boiler was 320°. In six hours, 628 lbs. of Duflftryn 
Welsh coals evaporated 5140 lbs. of water at 52° to steam at 
212°, and we have therefore (1178 - 52) x 5140 -f- 628 = 9220 
units per pound of coal. 

(72.) This boiler was full 20 horse-power, but could not be 
worked up to more than lO-horse in the experiment, because it 
primed or boiled over at the man-hole, when the fire was kept 
up to its proper intensity. This is what might have been 
expected ; by Table 71, each pound of water evaporated, formed 
1640 cubic feet of steam, whereas with say 45 lbs. pressure, 
only 439 cubic feet would have been formed, and the tendency 
to boil over would be proportional to the volume of steam to be 
extricated from the water in a given time. To produce the same 
amount of priming with 45 lbs. steam, this boiler would require 
to be worked up to 10 x 1640 -f- 439 = 37 horse-power. The 
result was, that the fire-grate could not be kept covered with 
fuel, and the economic result was not as good as it might have 
been if the boiler could have been worked up to its full power. 

(73.) A similar experiment was made with a Cornish boiler, 
the fire being inside as usuaL In six hours, 361 lbs. of Dufiryn 
coals evaporated 2600 lbs. of water at b8° to steam at 212^, and 
we have therefore (1178 - 58) x 2600 -r- 361 = 8066 units 
per pound of coal. 

(74.) The best and most extensive series of experiments on 
coal, are those made by H.M. Commissioners with a Cornish 
boiler of about 7 horse-power, the general results of which 
together with a rimmS of the preceding experiments are given 
by Table 43. The mean heat utilized per pound of coal varied 
from 8742 units with Welsh coal, to 7322 units with Derby- 
Bhire, the mean of which extremes is 8033 units, and this is 
very nearly the effect of Newcastle coal which is given by the 
table at 8085 units. 

The third column of Table 43 may be taken to represent 
pounds of fuel per nominal horse-power per hour (118) ; thus 
to raise a cubic foot of water from 60° and evaporate it (18) 
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requires (1178 - 60) x 62-32 = 69674 units of heat, requiring 
69674 -r 8085 = 8 • 62 lbs. of average Newcastle coal per no- 
minal horse-power, or 8*62-7- 1*5 = 5*75 lbs. per indicated 
horse-power, &c. 

Table 43. — Of the HsATiNa Fowee of Combustibles, from Gases m 

Practice. 



KiDd of FaeL 









Welsh Goals, max. . 
„ min. . 

„ 37 mean 

Newcastle, max. 
min. 

18 mean . 
Lancashire, max. . 
' min. 
28 mean 
Scotch, max. .. 
„ min. . • 
„ 8 mean 
Derbyshire, max. 
„ min. 

„ 7 mean 

DufiEr^ Goals .. 

»» » • • 
Welsh .. .. 

Yorkshire, small 

Wood (-2 Water) 

„ (-25 Water) 

Peat 



Units of 

Heat or 

Pounds of 

Water 

heated 1° 

per 1 lb. of 

FneL 



10884 
6143 
8742 
9612 
6559 
8085 
9148 
6105 
7670 
8172 
6839 
7438 
8230 
6105 
7322 
9220 
8066 
7560 
6172 
5494 
3500 
2400 

(1) 



Pounds of 

Water at 

2120to 

Steam at 

any 

Pressure 

per lb. of 

Fuel. 



10-75 
6-36 
905 
9-95 
6-79 
8-37 
9-47 
6-32 
7-94 
8-46 
7-08 
7-70 
8-52 



6 

7' 
9- 



32 

58 
54 



8-35 



7 
6 
5 
3 
2 



83 
39 
68 
62 
48 
(2) 



Pounds of 

Fuel to 

evaporate 

1 cubic foot 

of Water 

at 60° to 

Steam. 



6-71 

11-34 

7-97 

7-25 

10-62 



Authorl^. 



8 

7' 

11 

9 

8' 

10 

9' 

8" 

11" 

9' 

7" 

8' 

9' 

11- 

12' 

19' 

29' 



62 
62 
41 
08 
53 
19 
37 
47 
41 
52 
55 
64 
21 
29 
68 
90 
03 



(3) 



H.M. Gonmiissioners. 



V 

>» 

» 

n 
» 

>t 

t> 
»» 



»» 
» 

» 

It 
»> 

»> 
>» 
»? 



Easton & Amos. 



» 



P^clet. 
Tredgold. 



(weekly)t 



(75.) " Air required to support Combustion" — A knowledge of 
the quantity of air necessary for different combustibles is im- 
portant, in order to determine the area of flues, &c. As we 
have seen in (57) the air has to supply the oxygen necessary 
for transforming carbon into carbonic acid, and hydrogen into 
water. Carbonic acid being composed of 1 atom or 75 of 
carbon, and 2 atoms or 200 of oxygen, a pound of carbonic 
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acid consists of 75 4- (75 + 200) = -2727 carbon and 
200 -r- (75 + 200) = • 7273 oxygen ; a pound of carbon will 
therefore require '7273 -4- -2727 = 2-67 lbs. of oxygen. At- 
mospheric air is composed of 2 atoms, or by Table 40, 350 of 
nitrogen, and 1 atom (100) of oxygen: it follows that 1 lb. 
of air contains 100 -f- (850 + 100) = • 222 lb. of oxygen, and 
to yield 2-67 lbs. we require 2 -67 -4- '^2 = 12*03 lbs. of air, 
or by Table 24, 12-03 -f- -0761 = 158 cubic feet of air at 62°, 
which is the minimum amount necessary for the combustion of 
a pound of carbon, the whole of the oxygen in the air being 
consumed (76). 

Similarly for hydrogen, we find that water, consisting of 
1 atom of oxygen (100) and 1 atom of hydrogen (12 * 5), 1 lb. 
of water consists of 12*5 -f- (100+ 12*5) = -111 hydrogen, 
and 100 -^ (100 + 12-5) = -889 oxygen. One pound of 
hydrogen requires therefore '889-7- '111 = 8 lbs. of oxygen, 
which is the amount contained in 8 -7- *222 = 36 lbs. or 
36 -7- '0761 = 473 cubic feet of common air at 62°, and this is 
the minimum amount necessary for the combustion of a pound 
of hydrogen. 

(76.) The quantities of air as found by the preceding calcu- 
lations are as stated the minima absolutely necessary to furnish 
the oxygen required to support combustion. Practice has led 
to the use of much larger quantities, the principal reason being 
perhaps to avoid the formation of carbonic oxide instead of car- 
bonic aeid^ which would be the case if the supply of oxygen 
were too small, the result being a great loss of useful effect, as 
shown by (109), &c. Analyses of the air that has passed 
through the fires of well-arranged steam-boilers show that the 
air still retains half the normal amount of oxygen, and that 
double the minimum quantity has been used ; and v\re may 
admit as a practical rule that the quantity of air should be 
double the minimum theoretical quantity. 

(77.) From these data we can easily calculate the quantity 
of air required for any combustible whose composition is 
known : thus the average elements of coal are given by Table 41 
at '804 carbon and * 0519 hydrogen, the last is in (60) re- 
duced to * 04206 hydrogen in excess, and we shall require 
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r -804 X 158) + (-04206 x 473^ x 2 = 294 cubic feet of air 

at 62° per ponnd of coal. Calcniating in this way with the data 
in (60), &c., we obtain the following results : — 



CuWc feet of 
Air at 62P. 



Goals 

Peat, dry 

,f ordinary state 

Coke .. 

Wood, dry 

„ ordinary state 
Charcoal 



•804 X 158) + (04216 x 473^ x 2 = 294 
•58 X 158) + (-02 X 473^ x 2 = 202 
•464 X 158) + (017 X 473) X 2 = 163 
•85 X 158) X 2 = 269 



•51 X 158) 
•408 X 158) 
•93 X 158) 



X 2 = 161 
X 2 = 129 

X 2 = 294 



THE VOLUME OF GAS, ETC., PRODUCED BT THE DIFFERENT 

COMBUSTIBLES. 

(78.) The volume of the gases and vapours after combustion 
depends of course very much on the temperature at which thsy 
are taken, but it will be convenient first to consider them at 62% 
or the temperature at which we supposed them to enter the fire ; 
the true volume at the actual temperature can then be easily 
calculated. 

Taking first, combustibles containing carbon only, which is 
the case with coke and charcoal, we find by (75) that 1 lb. of 
carbon combining with 2*67 lbs. of oxygen forms 3*67 lbs. of 
carbonic acid, the volume of which by Table 39 is 3 • 67 x 
8-59 = 31 * 52 cubic feet It is remarkable that this is almost 
precisely the volume of the oxygen alone, which is 2 • 67 x 
11*88 = 31*72 cubic feet, so that when oxygen and carbon 
combine, the volume of the carbonic acid gas formed is nearly 
the same as that of the oxygen consumed : when, therefore, a 
combustible contains carbon only, the volume of gas in the 
chimney is the same as that of the air entering the fire, ex- 
panded of course to the volume due to the increased tempera- 
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tore, the oxygen consmned having been replaced by the same 
volume of carbonic acid gas. The nitrogen in the air is passive, 
passing throngh the fire without chemical alteration. 

(79.) When a combustible contains hydrogen, it combines 
witii eight times its own weight of oxygen, derived either from 
the fuel itself or from the air which supports the combustion ; 
in either case water is formed which again forms vapour. If 
the combustible contains water already formed, and with which 
it is more or less saturated, vapour is formed &om it, and is 
added to the products of combustion. 

Table 39 gives the volume of 1 lb. of vapour of water at 62°, 
and a pressure of 29*92 inches of mercury, at 21*07 cubic 
feet ; this is fictitious, as stated in (55), for as shown by col. 4 
of Table 68, vapour at 62° can have none other elastic force 
than *556 inch of mercury, and 1 lb. of vapour at that pres- 
sure will occupy by col. 11 of the same table, 1135 cubic feet, 
still the effect of 1 lb. of vapour in a large volume of air is to 
increase the volume of that air 21 cubic feet, whether it satu- 
rates it or not. Say, that we have a vessel containing 1135 
cubic feet of dry air at 62° and at 30 inches of mercury in the 
barometer ; a pound of water would become vapour, and just 
suffice to saturate it, becoming thus 1135 cubic feet of vapour 
at 62^. But the pressure would be the sum of the two pressures 
before mixture, it would therefore become 30 -\- * 556 = 30 • 556 
inches ; by enlarging the vessel we can reduce that pressure to 
80 inches again, and the volume required for that is = 1135 x 
30*556 -7- 30 = 1156 cubic feet. The volume of air has there- 
fore been increased 1156 —1135 = 21 cubic feet, by the addi- 
tion of 1 lb. of water converted to vapour, agreeing thus with 
col. 5 of Table 39. If the volume of air had been greater, the 
pound of water would not have saturated it, but the increase of 
volume would have been the same ; thus if the volume of dry 
air bad been ten times greater, or 11,350 cubic feet, the pound 
of water would have filled it with vapour, but the tension of that 
vapour would have been one-tenth only of the maximum tension, 
or *0556 inch of mercury; the pressure of the mixture then 
becomes 30+ '0556 = 30*0556 inches, and to reduce it to 
80 inches, the volume must be increased to 11350 x 30*0556-- 

F 2 
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30 = 11371 cubic feet, being an increase of 11371 - 11350 = 
21 cubic feet by 1 lb. of vapour as before. We can now easily 
calculate the volume of vapour at 62^ formed by the combustion 
of a pound of fuel whose composition is known. 

Thus 1 lb. of coal, by Table 41 contains -0519 lb. of hydro- 
gen, which combining with '0519 x 8 = '4:152 lb. of oxygen 
forms •0519+ '4152 = -4671 lb. of water, which again by 
Table 39 forms -4671 x 21-07 = 9-84 cubic feet of vapour 
reduced to 62°. 

Wood perfectly dry contains T • 053 + ( • 053 x 8^ X 21 • 07 = 

10 '05 cubic feet of vapour at 62°. 
Wood in the ordinary state of dryness gives out 

^•042 + (-042 X 8^ = -378 lb. of vapour, which added to the 

•2 water already formed in it, gives a total of ('378 + '2) x 
21-07 = 12-1 cubic feet of vapour at 62°. 

Peat perfectly dry gives (^- 06 + ( • 06 x 8^ x 21 - 07 = 11 • 38 

cubic feet of vapour at 62°. 

Peat in the ordinary state gives f • 048 +( • 048 x 8^ = • 432 lb. 

of water, which added to the • 2 water already formed in it 
gives a total of (-432+ -2) x 21-07 = 13-3 cubic feet of 
vapour at 62°. 

(80.) In most cases the temperature of the air, &c., in the 
chimneys of steam-boilers is about 550° (100), at which the 
volume of air by Table 24 is double the volume at 62°. 
Admitting this temperature, and collecting from (77) and 
(79) the data there obtained, we get the volumes of air, 
gases, and vapour at 550° in the chimney as follows : — 

CJoal (294 + 9*84) x 2 = 608 cubic feet at 550° 

per lb. of fuel. 
Wood, perfectly dry (161 + 10*05) x 2 = 342 . „ 

„ ordinary state (129 + 12-1 ) x 2 = 282 „ 

Peat, perfectly dry .. (202 + 11-38) X 2 = 427 „ 

„ ordinary state (163 + 133 ) x 2 = .352 „ 

Coke 269x2 = 638 „ 

Charcoal .. .. 294 x 2 = 588 „ 
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ON THE MODES IN WHIOH COMBUSTIBLES YIELD THEIB HEA.T 
UNDEB DIFFEBBNT OIBCUMSTANOES, ETO. 

(81.) To illustrate the waj in wluch combustibles give out 
their heat, we will take the case shown by Fig. 1 of a ball 
heated to say 600^, and placed in a room or vessel whose 
walls are maintained at 100% and let the space enclosed be 
a vacuum. Then the ball will give out its heat to the walls 
entirely by radiation, and will continue to do so till it is re- 
duced to the same temperature as those walls. 

(82.) Now take another case, represented by Fig. 2, in which 
a ball heated to 600° is placed in a room, whose walls have the 
same temperature as itself ; and let air at say 100° be admitted 
at A and allowed to escape at B, becoming heated in its passage 
by contact with the ball and the walls, and cooling them con- 
tinuously and simultaneously, until both are reduced to its own 
temperature. Here we have a case in which all the heat of the 
ball is given out by conta>ct of cold air, and none by radiation, 
because the walls have throughout the same temperature as the 
balL 

(83.) To complete our illustrations, let Fig. 3 represent a 
case in which the heat of the ball is carried off by both causes. 
Say the ball is heated to 600'', while the walls are at SOO'' and 
the air at 100° ; here part of the heat will be given out by 
radiation to the walls, as in our first illustration, and part to 
the cold air passing through the room, as in our second 
illustration. 

Applying all this to combustibles, we find the case shown 
by Fig. 1 and (81) impossible, inasmuch as air is absolutely 
necessary to support combustion ; but the other two cases are 
practicable. 

(84.) ** Temperature of the Air, dec, from Furnaces,'* — ^Let 
Fig. 4 be a furnace constructed of fire-brick, which for the 
purpose of illustration we may suppose to be a perfect non- 
conductor of heat, so that its interior surface will have the 
same temperature as the fire, and we have a case analogous 
to Fig. 2 (82) ; no heat will be given out by radiation, but the 
whole of the caloric yielded by the fuel will be carried off 
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by the air supporting the combustion. This air will be heated 
to a temperature varying with the volume admitted and the 
heating power of the fuel. 

(85.) Thus by (61) charcoal yields 12,000 units per pound, and 
by (77) requires 294 cubic feet or 294 x '0761 = 22-4 lbs. of 
air at 62°. A pound of charcoal will therefore heat a pound of 
water 12,000°, and the specific heat of air (5) being * 238, it would 
heat a pound of air 12000 -r- ' 238 = 50420% and as we have 
22*4 lbs. of air to carry off that heat, the increase of its tem- 
perature will be 50420-4-22-4 = 22'5r, and as it enters the 
fire at 62°, it will depart at 2251 + 62° = 2313°. 

(86.) This, however, is not strictly correct, as it rests on the 
assumption that the air passes through the fire unchanged in 
weight and specific heat, which is not a fact : thus 1 lb. of 
charcoal contains * 93 lb. of carbon, which combining with * 93 
X 2-67 = 2-483 lbs. of oxygen forms -93 + 2-483 = 3-413 lbs. 
of carbonic acid gas, to heat which 1° requires 3*413 x 

• 2164 = • 738 unit of heat. The oxygen being derived from 
the air, which is composed of -222 oxygen and -778 nitrogen, 
the 2 -483 lbs. of oxygen is combined with 2-483 X -778-7- 

• 222 = 8*7 lbs. of nitrogen, to heat which 1° requires 8 * 7 X 
•244 = 2*1228 units : hence to heat the products of the com- 
bustion of a pound of charcoal 1°, we require * 738 + 2 * 1228 
= 2 * 8608 units, and as the combustion developes 12,000 units, 
the temperature will be raised 12000 -7-2*8608 = 4194° or to 
4194 -j-62 = 4256° when the whole of the oxygen in the air is 
consumed (76), but when only half of it is consumed, which we 
have fixed as a practical condition, the increase of temperature 
becomes 4194 -r- 2 = 2097°, and the final temperature 2097 + 
62 = 2159°, instead of 2313° as in (85). The difference is not 
great, and may be neglected for practical purposes. 

(87.) We assumed for the purpose of illustration, that the 
fire-brick of which the furnace was constructed, was a perfect 
non-conductor, which is not a fact ; a considerable portion of 
the heat will be transmitted to the outer surface and dissipated 
by radiation there. Allowing that 10 per cent, is dissipated by 
radiation, &c., in the case Fig. 4, the heat carried off by the air 
is reduced to 12000 X ' 9 = 10800 units and the exit temperatmre 
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to 10800 4- (22 • 4 X • 238) + 62° = 2088°. The other kinds of 
fuel yielding their respectiye quantities of heat to the air 
required for their combustion, will give different temperatures 
to that air, as per col. 11 of Table 44, allowing throughout 10 
per cent, for loss by radiation. Thus with coals, we require by 
(77) 294 cubic feet or 294 x -0761 = 22-4 lbs. of air, which 
having to carry 13000 x "9 = 11700 units, will be heated 
11700 ^(22-4 X -238) = 2194°, and entering ihe fire at 62°, 
will depart at 62 + 2194 = 2256°. 

The temperature of the air will also vary with the volume 
allowed for combustion. Table 45 gives the variation of 
temperature for coals with different volumes of air. 

Table 45. — Of the Temperature of the Air from a Fire-brick 
Furnace, showing the effect of using different volumes of Air. 



state of the 
Oxygen. 


Cubic 

£601*. 


Lb& 


Increase of 
Temp. 


Temp, of 
Atmoq;>hei:e. 


Temp, of Air 

as it leaves 

the Fire. 


Half burnt . . 
Quarter burnt .. 
One-fifth burnt .. 


294 = 22*4 

588 = 44-8 
735 = 56-00 


o o o 
2194 + 62 = 2256 
1097 + 62 = 1159 

878 + 62 = 940 



(88.) " Means of obtaining very high Temperatures,'* — We have 
seen in (87) and by Table 45, that the temperature is increased 
by reducing the volmne of air ; if the whole of the oxygen in 
the air were consumed, we shonld require only 11*2 lbs. of air 
per pound of coal, and the temperature at exit would become 
11700 -7- (-238 X 11-2)+ 62° = 4461°. But to obtain this 
result, special precautions would be necessary to avoid the 
formation of carbonic ooiside instead of carbonic acid : the fuel 
would require to be in considerable thickness, so that the air 
had a considerable distance to travel through the fire, and the 
air would required to be supplied by the blast of bellows, &e. 
With charcoal we found in (86) the exact temperature to be 
4256° when the whole of the oxygen in the air was consumed ; 
with pure oxygen a most intense heat would be obtained, namely, 
(12000 -T- • 738) + 62 = 16322°, but the costliness of oxygen 
will prevent its application to practice. 
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(89.) We will now inyestigate the phenomena of combustion 
in oases analogous to Fig. 3, where the fuel is more or less sur- 
rounded by surfEices of low temperature which absorb the radiant 
heat. By studying our three illustrations, it will be evident 
that the amount radiated will vary with the temperature of the 
absorbing surface, for if, as in Fig. 2, the walls were of the same 
temperature as the fire, no radiant heat would be given out or 
received, and generally the lower the temperature of the 
absorbent, the more radiant heat would be received by it. 



THE BADIATINa POWEB OF COMBUSTIBLES. 

(90.) F6clet's apparatus for ascertaining the radiating power 
of combustibles is shown in Fig. 5 : it consisted of an annular 
vessel of tin plate, the interval between the two cylinders being 
filled with water, the temperature of which was given by two 
thermometers with long bulbs, whose stems pass through corks. 
The internal cylinder was open at both ends, its surface was 
coated with lamp-black, and in its centre was suspended a cage 
of wire containing the fuel. In using this apparatus a given 
weight of fuel in a state of ignition is introduced and consumed, 
the radiant heat and that alone is absorbed, and raises the tern* 
peratnre of the water and the vessel itself: knowing the weight 
of the water, and of the vessel, also the increase of temperature 
with a given weight of fuel, we can calculate the heat given out 
by radiation. But a correction is necessary here, for evidently 
with this form of apparatus we only obtain part of the heat 
ndiated, because radiation takes place equally in all directions^ 
and part of it must escape by the open ends of the cylinder, and 
be lofltt In Filet's apparatus the internal cylinder was 8 inches 
diameter and 12 inches high, and the ratio of the total radiant 
heat to the portion absorbed was in that case as 1 * 2 to 1, as 
shown by the following investigation. 

(91.) The principles on which this correction is made are 
illustrated by Fig. 6, in which A is the radiant body, say at 600° 
pkced in the centre of a hollow sphere, C D E F, at 100°. The 
body, A, will send out radiant heat equally in all directions, 
which will be absorbed by the sphere, but if two segments, C D 
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and E F, be ont ont and removed, the radiant heat that wonld 
have fallen on them passes ont into the atmosphere and is lost ; 
but knowing the proportion which those two segments bear to 
the whole sphere, we can estimate the amount lost by their 
removal. The rules of mensuration show that the surface of 
any sphere or segment of a sphere, is given by multiplying the 
circumference of the sphere by the diameter, or by the height of 
the segment. The distances C E and C D are given, in our case 
12 in. and 8 in. respectively, and the angle C E F being a right 
angle, we get the diameter C F of the circumscribing sphere 

= V 12^ -)- 8^ = 14 '4 inches or 45 '2 inches circumference, and 
45*2 X 14*4 = 650 total surface. The area of the two seg- 
ments is 45*2x 1*2x2 = 108, leaving in the apparatus 
650 — 108 = 542 square inches to absorb the heat, the ratio 
of the surface of the whole sphere to which is 650 -r- 542 = 
1-2 to 1. 

(92.) With this apparatus the weight of water was 23 * 84 lbs., 
and the vessel itself which was made of tin plate weighed 4 * 9 lbs. 
The combustion of * 1232 lb. of wood charcoal raised the tem- 
perature 25° • 2, the water received 23 • 84 x 25 • 2 = 600 • 7 units 
of heat, and the vessel whose specific heat (2) was • 11 received 
4-9 X 25-2 X -11 = 13-6 units, altogether 600*7 + 13-6 = 
614* 3 units, which with a completely surrounding surface would 
have been 614-3 x 1*2 = 737 units, or 737 -r- '1232 = 5983 
units per pound of fuel, and the total heating power being as we 
have shown (61) 12,000 units, the radiant heat is 5983 -r 12000 
= * 5 nearly, so that 50 per cent, is given out by radiation, and 
50 per cent, to the air passing through the fuel. 

(93.) The temperature of the ignited fuel would be about 
2200°, and the mean temperature of the absorbing surface being 
70° in the above experiment, the difference of temperature was 
2200 — 70 = 2130°, whereas if the absorbing surface had been 
at 300% as in high-pressure steam-boilers, the difference would 
have been 2200 - 300 = 1900° and the heat lost by radiation 
would have been (5983 x 1900) -7- 2130 = 5337* units, which 
is 5337 -4- 12000 = • 445, or say 45 per cent, of the heat in 
the fuel, leaving 55 per cent, to pass off in the air. 
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(94.) In another experiment with oak wood, made with the 
same apparatus, *2145 lb. of wood raised 23*84 lbs. of water 
and 4' 9 lbs. of tin plate 9°, which is equal to 

f 23-84+ (4-9 X •ll)x 9 x 1-2 

—- — — = 1228 units per pound, 

•2145 

and the total heating power of ordinary wood being (61) as 
we have shown 5265 units, the radiant heat is 1228 -r- 5265 = 
•233 — say 23 per cent.; leaving 77 per cent, to pass off with 
the air. 

(95.) In another experiment with peat charcoal, by the com- 
bustion of '0858 lb. of fuel the temperature was raised 15^*3, 

^23-84 + (4-9 X -11 "ix 15-3 x 1*2 

which is equal to ^^ ^^^^ = 5217 

^ -0858 

units per pound, and as the total heating power is by (62) 10,557 
units, the radiant heat is 5217 -^ 10557 = • 5 nearly, or 50 per 
cent, of the total heat ; leaving 50 per cent, to heat the air. 
Peclet estimates the radiant power of peat itself to be 50 per 
cent, also, the same as peat charcoal. 

(96.) The radiant power of coal, coke, &c., could not be 
satis&ctorily determined by this apparatus, from the difGlculty 
of keeping a small quantity of fuel ignited ; but by comparison 
Peclet estimates them as rather more than wood charcoal, which 
we found to be 45 per cent. (93) ; we may therefore estimate 
the radiant power of coal and coke at 50 per cent. 

(97.) We have shown (85) that the air leaving a fire of charcoal, 
when dXi loss by radiation was avoided, had the temperature of 
2313® ; but when 10 per cent, was radiated (87) the temperature 
was reduced to 2088®. When the fire is surrounded by cool 
surfaces 50 per cent, is radiated, and the temperature of the air 
is greatly reduced, the same weight having to receive only half 
the amount of heat. In the case of coals, the air leaves the fire at 

13000 X '^ I 62° = 1282® : with wood in the ordinary state 
22-4 X ^238^ * ^ 

of dryness, ^5|gj<_^+ 62° = 1797®; and so on with the 
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rest, as in col. 10 of Table 44, which gives a general and collected 
statement of the facts, arrived at in the foregoing investigation. 

(98.) " Combustion with Steam-boilers" — We may now apply 
all this to the case of a steam-boiler, and will assume that with 
ordinary firing about 5 per cent, more of the combustible matter 
in the fuel falls unconsumed from the grate, than in the experi- 
ments from which the data are derived, the useful heat being 
reduced to 13000 x * 95 = 12350 units ; we will also assume 
that each pound of coals requires 800 cubic feet, or 22 * 83 lbs. 
of air at 62°. 

Let Fig. 7 be a boiler or fire-box — not of a practical form, but 
such as to serve for the illustration of the case in which the fire 
being completely surrounded by an absorbing surface, will lose 
none of its radiant heat. In such a case 50 per cent, of the total 
heat in the fuel will be given out by radiation, and 50 per cent, 
to the air by which the combustion is supported ; the first, or 
6175 units, is absorbed by the side, &c., of the fire-box, and 
6175 units pass off with the air into the chinmey and are lost. 
The temperature of the air as it departs may be found as before ; 
the heat carried off by it would heat 1 lb. of water 6175®, 
therefore a pound of air, 6175 -7- ' 238 = 25950^ and as we have 
22*83 lbs. of air the increase of temperature will be 25950 
-^22-83 = 1138°, and the final temperature 1138°+ 62° = 
1200°. 

(99.) This temperature will vary with the quantity of air 
admitted^ as is shown by Table 46. 

Table 46. — Of the Effect of Different Volumes of Air in Steam- 
boiler Furnaces. 



state of the 
Oxygen. 


Cable 
Feet. 


LbB. 


Increase of 
Temp. 


Temp, of 
Atmosphere. 


Temp, of Air 

as it leaves 

the Fire. 


Half burnt .. 
Quarter burnt . . 
One-fifth burnt .. 


300 = 22-83 
600 = 45-66 
750 = 57-00 


00 
1138 + 62 = 1200 
568 + 62 = 630 
455 + 62 = 517 



(100.) We have seen that a boiler, like Fig. 7, in which the 
air escapes immediately out of the fomace, 50 per cent, of th« 
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lieat in the fuel is lost. Part of this may be recovered by 

causing the heated air to pass in contact with the surface of the 

boiler, through a long circuit on its way to the chimney. In 

Eig. 8 we have a fire-box as in Fig. 7, and, for the purpose of 

lUnstration, we will suppose the boiler to have no return flue, 

but to be of great length, with the chimney at tho end. It is 

found by observation of well-arranged boilers, that the air 

passes into the chinmey at about 550°, — a high temperature is 

necessary to obtain the proper draught, as will appear hereafter 

(174) ; we have seen that as it leaves the fire-box it is at 1200°, 

while from end to end the absorbing surface in the case of a 

high-pressure boiler is at 300°. 

(101.) The amount of heat abstracted from the air at each 

point will be in proportion to the difference between the tem- 

pefatnre of the air at that point and the temperature of the 

boiler ; at the fire-box end the difference is 1200° — 300 = 

900°, while at the chinmey end it is only 550° - 300° = 250°. 

Say we assume that one-tenth of this difference of temperature 

is parted with from point to point throughout, then the first 

difference being 900°, one-tenth of that is 90°,- and the next 

point will have a temperature of 1200° - 90° = 1110°. The 

difference is now, therefore, 1110° - 300° = 810°, and the 

810 
temperature of the second point will be 1110° — -rjr = 1029°, 

and thus we have calculated the successive temperatures in 
Fig. 8. 

(102.) The air departing into the chinmey at the high tem- 
perature of 552°, carries off a considerable amount of heat, 
namely, the amount required to heat 22*83 lbs. of air 
490° (op 552° - 62°); and this is equal to 22-83 x 490 x 
•238 = 2663 units, or about 20 per cent, of the total heat in 
the coals. 

(103.) There is also another source of loss of heat, namely, by 
radiation and contact of cold air with the outside of tho boiler 
and its brickwork, whereby the boiler-house is kept at a high 
temperature. The loss from this cause will vary very greatly 
with the greater or less exposure, &c. ; but for ordinary Cornish 
boilers, set in brickwork in the usual way in a closed boiler- 
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house, we may take this loss at 12 per cent. Oollecting these 
results, we have the total heat in 1 lb. of coal (13,000 units) 
distributed as shown by Table 47. 

Table 47.— -Of the Distbibution of the Heat m One Pound of 
Coals, by an ordinary Boiler, with internal Fire. 

In Ashes, left unbnmt 13000 x 5^= 650 units 

Lost by Air in Chimney 13000 x 20^ = 2600 „ 

Lost by Radiation, &o., in Boiler-house .. 13000 x 12^ = 1560 
Utilized in production of Stbam .. .. 13000 x 63^ = 8190 



n 



Total 13000 



(104.) ^^ Efficiency of Long and Short Boilers*' — ^We have 
stated (100) that a high temperature of the air in the chimney 
is necessary in order to obtain a good draught ; but if it Were 
not so, an extreme length of boiler would be necessary to secure 
even a small portion of the heat wasted. Say we doubled the 
length of our boiler. Fig. 8, continuing* the calculation of the 
successive temperatures, we obtain the series given by Fig. 9. 
The heat lost by the chimney in this case would be the amount 
necessary to heat 22-83 lbs. of air 307° (or 369° - 62°), or 
22-83 X 307 x '238 = 1668 units. With the ordinary lei^ 
of boiler the loss £rom the same cause was 2663 units (102) ; 
so that by doubling the length we obtain 2663 — 1668 = 995 
units only, or 12 per cent, increase on the useful effect (8190 
units). 

(105.) But even this would not be realized. In Table 47 we 
have allowed 1560 units as the loss in the boiler-house, &c., by 
a boiler of ordinary length: with double the length, the loss 
from the same cause would be greater, and would dissipate much 
of the extra heat obtained by the extra length. Indeed, it is 
obvious that beyond a certain point we should, by increasing 
the length, lose more from one cause than we should gain from 
the other. If we assume that in a boiler of ordinary length one- 
half of the loss by radiation, &c., is due to the exposed front and 
furnace, and the other half to the body of the boiler, we shall 
be conducted to the results shown by Table 48. 
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Table 48. — Of the Heat Lost by Long and Shobt Boilebs, &c. 



Propor- Tempera- 

tSooal J tnreof 

Length of Air in the 


Heat lost 


Heat lost by Radiation, &c. 


T^ft 






f^A^n Ar 


bjr Air 
in 


By 


By 


TotaL 


in the 
Ashes. 


Heat 
utilized. 


Ratio of 
Economy. 


Loss 


Boiler. 1 Chimney. 


Chimney. 


Front, &C. 


Body. 


1 

1 




o 


units. 


nnitfl. units. units. 


units. 


units. 




i 


778 


3890 


780 + 390 = 1170 


650 


7290 


897 


-10-3 


1 


648 


3184 


780 + 585 = 1365 


650 


7802 


960 


- 40 


1 


552 


2663 


780 + 780 = 1560 


650 


8127 


1000 


0-0 


U 


432 


2010 


780 + 1170 = 1950 


650 


8390 


1032 


+ 3-2 


2 369 


1668 


780 + 1560 = 2340 


650 


8342 


1026 


+ 2-6 



This would show that by reducing the boiler to half the usual 
length we should only lose 10 percent. ; one, half as long again 
as usual, would give only 3 * 2 per cent, more useful heat ; and 
by increasing the length to double we should actually lose rather 
than gain. These results are not given as absolutely correct, 
but will at least serve to show approximately the relative effect 
of long and short boilers. 

(106.) We have so far supposed that a certain fixed quantity of 
fuel was used with a certain fixed volume of air, but with a 
powerful chimney and a regulated draught, the velocity of the 
onrrent of air might be so adjusted that the volume was 
greater or less at pleasure. Say we admit a double volume, 
producing in our caseia double velocity : if a double quantity of 
ooals be burnt in the same time, we should have the common 
case of a fire forced beyond its proper intensity : if, on the 
other hand, the quantity of fuel was not increased, then twice 
the necessary quantity of air would be used. In both cases a 
loss of useful effect would ensue, the amount of which we will 
proceed to investigate. 

(107.) " Effect of Forced JPtWn^. "—Taking the fii^st case of a 
forced fire, and referring again to Fig. 8, we shall observe that 
with double velocity, the air which in a given time moved half 
the length of the boiler from A to B, will in our new case have 
moved from A to ; and as the amount of heat lost by it is a 
question of time, it follows that instead of being reduced to 552^, 
as at C, it will be reduced to 778^ only, as at B, and will pass off 
into the chimney at this last temperature, bearing off with it 
778^ . 552^ = 226"" more heat than in the former case ; so that 
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by forced firing we lose for each pound of coal 226 x 22*83 x 
'238 = 1228 units of heat; and as with ordinary firing we 
obtained 8190 units (Table 47), we now obtain only 8190 — 
1228 = 6962 units, which is 6962 -r- 8190 = • 85, or 85 per cent^ 
showing a loss of 15 per cent, by forcing the fire to the extent of 
a double consumption of fuel. 

(108.) " Effect of too much Air,** — When more air is used than 
is necessary to effect the proper combustion, a great loss occurs. 
We shall have as before 6175 units given out by radiation to the 
fire-box surrounding the fuel, and 6175 units to be carried off 
by the air ; but, instead of 22 * 83 lbs. of air per pound of coal, we 
shall now have 45* 66 lbs. of air ; its temperature will therefore 

be raised tf— ;r>, ?w*-s= 569°, and the atmospheric tem- 

45*66 X "238 ^ 

perature being 62°, it will leave the fire at 569° + 62° = 631°, 
instead of 1200°. Then, calculating as before with Fig. 8 and 
(101), we have 631° - 300° = 331° for the first difference, and 
331 -7- 10 = 33° for the decrease between the first and second 
points ; the second point will therefore be 631° - 33° = 598°, 
<&c., &c. ; and thus we obtain the series of numbers in Fig. 10. 
It will be observed that as the velocity is double, the distances 
between point and point will be doubled, and the air will pass 
into the chimney at 475°, or 475° - 62° ^ 413° above the tern- 
perature of the atmosphere ; and the amount of heat lost thereby 
will be 45*66 X 413 x '238 = 4488 units, and we have- 
In ashes left unbumt 650 units 

Lost by air in chimney 4488 „ 

Ditto by radiation, &c., in boiler-house.. 1560 „ 
Utilized in production of steam .. .. 6302 „ 

13000 „ 



With the proper quantity of air, 8190 units were utilized per 
pound of coal (Table 47), whereas now we have only 6302 units, 
showing a loss of 23 per cent, of useful effect, by the admission 
of double the necessary quantity of air. 

This is a fruitful source of loss of fuel in very many cases t 
an ignorant stoker delights in a roaring fire and sharp draught, 
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nnconscioiis of the loss of fuel incurred ; in all cases the damper 
should be regulated so as to produce a moderate draught, and 
this is especially important where there is a tall or powerful 
chimney. 

(109.) *^ Effect of too little Air" — Care must be taken on the 
other hand not to curtail the supply of air too much, as in that 
case also a great loss would arise from the formation of carbonic 
omide instead of carbonic cidd ; carbonic oxide being formed of 
one equivalent of carbon and one oxygen, whereas carbonic acid 
18 formed of carbon 1 and oxygen 2. 

The experiments of Favre and Silbermann in Table 42 show 
that a pound of carbon burning to carbonic oxide yields only 
4453 units of heat, whereas it would yield 12,906 units in burn- 
ing to carbonic acid by the experiments of Dulong. The coal 
we have been considering (60), which is composed of * 812 carbon 
and ' 04206 hydrogen in excess, will give — 

Incarbonbumingto carbonic oxide* 804 x 4463 = 8580 units 
M hydrogen in excess to water • 04206 x 62535 = 2630 „ 

6210 „ 



The same coal with a proper quantity of oxygen (60) gave 
18,000 units, we have therefore in our case only 6210 -H 13000 
= '478, or say 48 per cent, of the available heat which the fuel 
could supply. 

( 110.) We have here taken an extreme case, the quantity of air 
being only half the amount absolutely necessary for proper com- 
bustion, and by (76) one-fourth of the amount usually consumed 
in well-regulated furnaces. Where the air is curtailed, but to a 
less degree, part of the carbon will be transformed into carbonic 
add, and part into carbonic oxide, and the result will be inter- 
mediate between the extremes we have given. 8ay we have 
1|> oxygen to 1 carbon ; in that case they will still combine only 
in the proper proportions to form one or other of the two pro- 
ducts, that is to say, 1 to 1, or 1 to 2, but they may arrange 
themselves thus : we have 1^ oxygen which will divide itself 
into two unequal portions, 1 oxygen combining with ^ carbon. 
Conning 1^ carbonic acid, and ^ oxygen combining with ^ carbon, 

a 
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fonniiig 1 carbonic oxide, and in that case the coals we have 
considered would give- 
In carbon burning to carbonic acid '402 X 12906 = 5188 units 
„ „ „ oxide -402 x 4453 = 1790 „ 

„ hydrogen „ water ■ 04206 X 62535 = 2630 „ 

9608 „ 

In this case we should have therefore 9608 -f- 13000 = * 74, or 
74 per cent, of the heat due to the best condition with the proper 
quantity of air. 

(111.) This will explain the anomalous fact that where 'there 
is a bad draught, not only is there difficulty in keeping up the 
steam, &c., but that there is a great consumption of fuel for 
the work done ; it might be expected that with a slow dull fire 
few coals would be burnt, or if by dint of forcing, fuel was 
largely consumed, it must yield the heat due to it, but it will 
be evident that it is possible for there to be a dull fire, a large 
consumption of fuel, and little useful result at one and the same 
time, and all this arising from insufficient draught. 

It will also be seen that in every case the proper regulation 
of the damper is a matter of extreme importance, and that nice 
adjustment is necessary to produce the best effect, too much or 
too little air causing a great loss of fuel ; an intelligent stoker, 
without any knowledge of the theory, finds by experience the 
height of damper with which he can do the work with least fuel ; 
if the work varies he watches and adjusts the damper accord- 
ingly, and such a man should have more consideration and 
better wages than he usually receives. 

(112.) The general result of our investigation is that the 
amount of heat utilized in practice varies very much with the 
size of the boiler (105) and other circumstances, but in ordinary 
cases we may admit that with large boilers, 8000 units are 
utilized per pound of coal (74), but with very small boilers such as 
are commonly used for hot-house and similar purposes, not more 
than 4000 units can be reckoned on : for medium sizes we may 
allow 6000 units per pound of coal. 

As applied to heating air for ventilation, &c., as much a9 
12,000 units per pound of coal may be utilized (383), (388), 
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OHAPTEE III. 

ON 8TEAM-B0ILEBS. 

Haying in the preceding chapter investigated the phenomena of 
oombostion, &c., we may apply the results to steam-boilers in 
practice, checking and, if needs be, modifying our deductions by 
the dictates of experience. We found in (105) that in all cases 
the most economical size of boiler was a medium one, and that a 
departure therefrom in either direction was followed by a loss 
of effect, an excessively long and a very short boiler giving less 
duty for the fuel used than a medium-sized one, properly pro- 
portioned to the work to be done. 

(113.) *^ Effective Heating Surface.^' — ^When heated air is in 
contact with a surface much colder than itself, the amount of 
heat given out is not only a question of time, bat also of position, 
of the receiving surface. Let A, Fig. 16, be a square vessel full 
of cold water, and let heated air pass along the four flues £ C 
D E ; the four surfaces F G H J will absorb very different 
quantities- of heat, although they are all of the same area, &c. 
The Burface F will receive the most, for two reasons : the hottest 
of the heated air will occupy the upper portion of the flue, in 
immediate contact with the bottom of the boiler ; and the water 
when heated becomes lighter there, and immediately ascends, 
and is replaced by colder water ; and so the heat received is 
rapidly distributed through the mass of the water. But the 
surfiuse H is in the worst possible position, for if the water in 
contact with it is heated, it becomes lighter aud remains per- 
sistently in contact with the surface, and the heat is carried 
downwards very slowly as shown by experiment in (244) ; 
moreover, such a surfiEkce would usually be covered with a layer 
of fine ashes, which being a bad conductor of heat, would still 
further retard its transmission; we may therefore admit that 
the BurfiEU^ H is useless, receiving no heat whatever. The sur- 
faces O and J are in an intermediate position, and we may assume 
that they absorb a quantity of heat, a mean between F and H^ or 
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(0 + 1) -r 2 = J ; the whole boiler therefore receives only half 
the amonnt of heat that it would have received if its whole sur- 
face had been as effective as F. We have thns to consider, not 
only the real surface of a boiler, but the effective surface, in 
estimating the result to be obtained, and we shall assume as a 
standard a flat and horizontal surface with the heated air beneath 
it, as so much effective sur&ce, and shall reduce all other surfaces 
to that standard. 

(114.) In Fig. 17 we have an octagonal boiler which we will 
suppose to be placed in a hot-air flue and exposed all over. On 
the same principles as before we find that if the surface F 
absorbs an amount of heat represented by 1, then B will receive 
and C, D, E, the respective quantities ^, ^, and f as in the 
figure : the sum of whole is 4, whereas if the eight sides of the 
figure had all been as effective as F, we should have had 8. 
Here, therefore, as with a square figure, the effective surface is 
half the real surface exposed. 

(115.) Let Fig. 18 be a cylindrical boiler filled with water 
for illustration as before, and we have the effective sur&ce 
represented by a series of numbers, as in the figure, from at 
A to 1 at B, &c« ; the mean of the whole is half the maximum 
as before. 

But, with cylindrical boilers heated outside, the lower half 
of the cylinder only is usually made available as in Figs. 19, 27^ 

in which case the effective surface (Fig. 18) is 5__ — = J of the 

real surface exposed to the heated air. But where the whole 
surface is exposed, as is the case with the lower tubes of a 
French or Elephant boiler, the effective surface is half the real, 
as we have seen. 

(116.) In an internal flue as in Fig. 19, the same numbers 
occur as in Fig. 18, but in inverted order, the most effectiYe 
surface being at the top, decreasing to at bottom : here the 
whole surface is exposed and the effective surface is half the reaL 

(117.) "Power of Boilers." — In determining the area of 
heating surface necessary for doing a given amount of work we 
must be guided by practical experience. There is great latitude 
here, for we have seen by (107) that a boiler nominally of a 
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oertam power may be forced np to 6962 x 2 4- 8190 = 1*70, or 
70 per cent, beyond its normal power with a double consumption 
of fiieL 

The area of fire surface should not be simply proportional to 
the work to be done, for several reasons : with a small boiler the 
loss by radiation, &c., is much greater than vdth a large one, 
the area exposed to cooling influences being much greater in 
proportion ; then vdth a small boiler the air commonly passes 
into the chimney at a higher temperature than with a large one, 
in spite of the large area of flue adopted to prevent it (138) ; 
and as applied to steam-engines, a small engine takes more 
steam in proportion than a large one, the loss by friction, &o^ 
being greater. 

When a boiler is applied for working a steam-engine its 
power is usually estimated by that of the engine which it sup- 
plies, and this practice has led to the application of the term 
** horse-power" to all boilers whether used for engines or not. 
This is much to be regretted ; the amount of steam is not simply 
proportional to the power of the engines even where they are 
€i precisely the same construction, the loss by £dction, &c., 
being greater in proportion vdth small engines ; moreover, dif- 
ferent kinds of engines require very different quantities of steam 
to do the same work, expansive engines taking less than others. 
Thus 60 lbs. steam cut off at ^th takes only half the fuel required 
for steam of the same pressure acting without expansion, and 
doing the same work. 

The term horse-power is so generally used by practical men, 
that it is hopeless to expect it to be abandoned, and in deference 
to custom we shall make use of it, first defining what we under- 
stand it to mean. 

(118.) We shall estimate a cubic foot of water at 60^ evapo- 
rated to steam at any pressure (19) as equal to 1 nominal horse- 
power, and this by (18) is equivalent to (1178 - 60) x 62*32 
s 69674, say 70,000 units of heat. The nett indicated horse- 
power we consider equal to Ij^ times the nominal, therefore 
1 -£. Ij^ = • 667, or }rds of a cubic foot of water at 60^ to steam 
is equal to 1 nett indicated horse-power. 

It has been found by experience that a 4-horse boiler requires 
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abont 18 effective square feet of surface per nominal horse- 
power; 10-horse, about 14 square feet; 20 horse, about 12; 
and 50-horse, about 11. The best rule we can give is an 
empirical one : 

A= ^H + (V'Hx2-5)x8, 

in which H = the nominal horse-power, and A = the effectiTe 
area of the boiler in square feet estimated as explained in (118), 
&o. Thus, with the 50-horse boiler, Eig. 86, the body of the 
boiler haying its lower half only exposed to the heated air gives 



Table 49. — Of the Abea of Subface for Steam-boilebs and their 

FiBE-GBATES. 





** Effective *' Area of Sarfooe of 


Area of Fire-grate in 


Nominal 


Boiler in Square Feet. 


Square Feet. 


Hone-power 
of Boiler. 






TotaL 


Per 
Horse-power. 


Total. 


Per 
Horse-power. 


3 


59 


19-5 


3-7 


1-22 
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5 
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6 


97 


16-2 


6-0 


1-00 


7 


109 


15-8 


6-8 
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8 
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9 
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14-7 


8-2 


•917 


10 
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14-3 


9-0 
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12 
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13-8 


10-3 


•859 


14 


187 , 


13-4 


11-7 


•836 


15 
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13-2 


12-4 


•827 


16 


208 


13-0 


130 


•813 


18 
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12-7 


14-3 


•794 


20 


250 


12-5 


15-6 


•780 


22 


270 


12-2 


16-9 


•768 


24 


290 


121 


18-2 


•758 


25 


300 


12-0 


18-8 


•752 


26 


310 


11-9 


19-4 


•746 


28 


830 


11-8 


20-6 


•743 


80 


350 


11-6 


21-8 


•726 


35 


398 


11-4 


24-9 


•711 


40 


446 


111 


27-9 


•697 


45 


494 


110 


30-9 


•687 


50 


542 


10-8 


33-8 


•676 


55 


588 


10-7 


86-7 


•667 


60 


634 


10-6 


39-6 


•660 


(1) 


(2) 


(3) 


(*) 


(6) 
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3* 14 X 7* 5 X 30 -T- 2 = 352 square feet of actual snrfEUSd^ and 

as by (115) the effective surface in such a case is fths of the 

actaal, we have 352 x *75 = 264 square feet effective. Then 

the two tubes have an actual surface of 3 * 14 x 3 x 30 x 2 = 

566 square feet, — equivalent to 566 -7- 2 = 283 square feet 

effective ; — the sum is 264 + 283 = 547 square feet or 547 -4- 

50 s 11 square feet per nominal horse-power. Tables 49 and 

50 have been calculated by this rule. 

(119.) "Boilers for Steam-engines,*' — It is very desiralbe that 

in all cases the power of a boiler should be estimated by the 

cubic feet of water evaporated to steam per hour rather than by 

the horse-power, which is easily done when the diameter of the 

cylinder, &c., &c., is known. Thus with a 12-inch cylinder, 

2 feet stroke, 50 revolutions per minute, cutting off 45 lbs. steam 

at ^rd; the area of cylinder being "^7854 square foot, and the 

bulk of 45 lbs. steam = 439 for water 1 by Table 71, we shall 

. -7854x4x50x60 . .^ v- i^ * r * 

require ^ — -v^x = 7'16 cubic feet of water per 

u X 4o«/ 

hour. 

(120.) A common high-pressure engine with 40 lbs. steam^ 
working without expansion, except a small amount obtained by 
lap of the slide, consumes about a cubic foot of water per 
nominal horse-power. Thus an engine with 12^-inch cylinder, 
24 inches stroke, cutting off at 17 inches by lap of slide, vdth 40 
revolutions per minute, and 40 lbs. steam, would show by the indi- 
cator about 18 nett horse-power; equal to 12 nominal horse* 
power by the ratio given in (118). The area of the cylinder 
being 118 square inches, and the volume of 40 lbs. steam by 

muiiTiv.- Arrtt^ * 1 1. 118x17x2x40x60 
Table 71 being 476 for water 1, we have yrno — TJr^ 

= 11*98, say 12 cubic feet of water per hour, being 1 cubio 
foot per nominal, or 12 -i- 18 = • 667 cubic foot per nett indi- 
cated horse-power per hour. The steam was in this case cut off 
at 17-7-24 = *708, and we may admit '7 as the expansion 
ordinarily obtainable by lap of slide alone. 

(121.) "Es^nsive Steam." — ^When steam is cut off before the 
piston has completed its stroke, the mean pressure throughout 
the stroke is reduced: thus, when 50 lbs. steam is cut off at half 
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stroke, the pressure dnring the first half of the stroke is of 
course 50 lbs. ; during the last half the mean pressure is reduced, 
by expansion to 30 lbs., hence the mean pressure throughout 
the whole stroke becomes (50 + 30) -7- 2 = 40 lbs. above 
atmosphere. 

Let P = total pressure above vacuum, obtained in round 
numbers by adding 15 to the pressure above atmosphere in 
pounds per square inch ; P' = back pressure above a vacuum in 
pounds per square inch ; E = expansion or the stroke of the 
piston divided by the distance it has travelled when steam it 
out off; H = hyperbolic logarithm of E, which is given by 
Table 51 ; jp = mean pressure (above atmosphere) throughout 
the stroke in pounds per square inch, then 

(PXH) + P p. 
^~ E 

Thus with 60 lb. steam cut off at half stroke, with a ba^ 
pressure of the atmosphere only, P = 50 + 15 = 65 ; P' = 15 ; 

m o TT fioQ J v* • (65 X -693) + 65 
B = 2 ; H = -693; and we obtam p = ^^ ^ 

-> 15 =: 40 lbs. mean pressure throughout the stroke. Table 52 
Table 61. — Of Hypebbolio Logarithms for Expansive Steam. 





CairiOr. 


Hyp. 
It 


Expan- 
sion, 
E. • 


Cat-off. 


Hyp. 


Expan- 
sion, 


CntK>ff. 


Hyp. 


1-10 


• • 


•095 


2-2 


. . 


•787 


4-5 




1-504 


1-n 


A 


•104 


2-25 


. • 


•811 


4-75 




1-558 


1-20 


• • 


•182 


2-3 


• . 


•832 


5-0 


As 


1-609 


1-25 


-As 


•223 


2-4 


• . 


•874 


5-25 




1-658 


1-30 


• • 


•263 


25 


-As 


•916 


5-5 




1-705 


1*33 


i 


•287 


2^6 


• • 


•954 


5-75 




1-749 


1-4 


• ■ 


•336 


2-7 


• • 


•992 


6-0 




1-792 


1*43 


A 


•357 


2-75 


• • 


1^012 


6-25 




1-832 


1-5 


1 


•405 


2-8 


• • 


1-028 


6-5 




1-872 


1-6 



• • 


•469 


2-9 


• • 


1-064 


6-75 




1-909 


1-67 


A 


•510 


8-0 


i 


1-098 


7-0 




1-946 


1-7 




•530 


3-25 


• • 


1-118 


7*25 




1-981 


1^75 


. . 


•560 


3-33 


As 


1-203 


7-5 




2-015 


1-8 


• . 


•587 


3-5 


• • 


1-253 


7-75 




2-048 


1-9 


• •>. 


•641 


3-75 


• • 


1-322 


80 


i 


2 079 


20 


i 


•693 


4-0 


i 


1-386 


9-0 


i 


2-197 


2-1 


• • 


•741 


4-25 


• • 


1-447 


lO^O 


■As 


2*302 



do 
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has be^i oalonlated hj this mle. It ehoidd he observed titat 
with Don-condensing engines the exhaoet eteam is sometiines 
used for beating porposes (230) and extra back-pressure is 
allowed for oonvenience, say 5 lbs. per sqnare inob is tbns 
allowed, then P' becomes 15 + 6 = 20 lbs., &e. Witb con- 
densing engines tbeTacnmn is generally more or less imperfeot, 
say it is only 26 inches of mercury, or abont 13 lbs. pet square 
inch : then F = 16 - 13 = 2 Ibs^ && 

Tabui 62. — Of the Mban Pbehsubb of Expansive Steau. 
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(123.) " Economy of Expaimve Steam." — When an engine acts 
ftbsolntely without expansion, the stetun retains its full pressore 
to the end of the stroke, and escBX>es into the atmosphere, still 
containing in itself a large amuont of power which is lost. To 
obtain all the available power out of high-pressure steam it 
shonld be out off at such a part of the stroke, that the terminal 
pressure is that of the atmosphere. The point of the stroke 
&t which the steam mast be cut off to effect that purpose is 
governed by tbo pressure of the steam : thus steam cut off at 
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•^ih most have a total pressure of 5 atmospheres or 15 x 6 
s 75 lbs. above a vacnmn, or 75 — 15 = 60 lbs. above the 
atmosphere. When steam is cut off at f , f , ^, ^, ^, ^, |, and 
•^ih of the stroke, the pressure of steam should be 5, 7^, 15, 
80, 45, 60, 90, and 135 lbs. per square inch above atmosphere 
respectively: the terminal pressure will then in all cases be 
that of the atmosphere. If the steam is cut off later the ter- 
minal pressure will be above the atmosphere: thus 60 lbs. 
steam, having a total pressure of 60 + 15 = 75 lbs., cut off 
at ^rd of the stroke would have a terminal pressure of 
75 -T- 3 = 25 lbs. above vacuum, or 25 — 15 = 10 lbs. above 
atmosphere, and escaping at that pressure there would be a 
certain loss of effect : see col. 4 of Table 53. If, on the other 
hand, expansion be carried too far, the terminal pressure is 
reduced below the atmosphere, resulting in a loss of useful 
effidct and causing trouble with the slide valve hj back pressure ; 
thus 30 lbs. steanl or 45 lbs. above vacuum cut off at ^th, would 
give a terminal pressure of 45 -7- 5 = 9 lbs. above vacuum, or 
15^9 = 6 lbs. below atmosphere. It is impossible in practice to 
maintain the steam exactly at the uniform pressure required for 
the most perfect economy, and it is expedient in most cases to 
allow a higher pressure than that due to the expansion. 

Table 53 gives the relative economy of steam in high-pressure 
expansive engines with varying rates of expansion ; col. 2 gives 
the ratio of the power of the same engine as governed by the 
grade of expansion. Thus with 45 lbs. steam, an engine which 
gave 10 horse-power when the steam acted without expansion, 
would give 9*31 horse-power when the steam was cut off at 
Y^ths, and 5*42 horse-power when cut off at a ^th; the rela- 
tive cost of a unit of power is I'OO; -7-7- '931 = -752; and 
• 25 -r- • 462 = • 542 respectively, as in col. 3. 

(123.) We found in (120) that an engine cutting off 40 lbs. 
steam at * 7 required 1 cubic foot of water per nominal horse- 
power : with full steam throughout the stroke we should have 
1 -1- • 7 = 1 • 4286 cubic foot, and the powet being by Table 52 
inCTeaaed in the ratio of 40 to 37-2 we have 1-4286 x 37-2 -1- 
40 = 1 ' 328 cubic foot of water per nominal horse-power. The 
ools. 5 and 6 in Table 53 give the cubic feet of water evaporated 
poir nominal and indicated horse-power with various rates of 
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expansion ; they also show that the economy of steam in non- 
condensing engines increases with the pressure when the rate 
of expansion is duly proportioned thereto. Thns with 30, 45, 
60, and 75 lbs. steam expanded to a terminal pressure of in all 
cases, we require by coL 5, *88, '69, *593, and '528 cubic foot 
of water per nominal horse-power respectively. 

Say we have an engine with 35 lbs. steam, cut off at f^ths by 
lap of slide, and doing a certain amount of work, and we desire 

Table 58. — Of the Economy of Expansive Steam in Non-condsnsing 

Steam-engines. 





Preasore 30 Ita. per Square Inch. 


Pressure 45 lbs. per Square Inch. 


Steam 


Ratio 
of 


Cost of 


Pres- 


Cubic Feet of Water 


Ratio 
of 


Cost of 


Pres- 


Cubic Feet of Water 


cutoff 
at 


Unit 

nf 


sure at 


per Horse-power. 


Unit 

of 
Power. 


sure at 

ATlH flf 


per Horse-power. 




Power. 


Power. 


stroke. 


Nominal. Indicated. 


Power. 


Stroke. 


Nominal. Indicated. 


FuU 


1-000 1-000 


30 


1^46 


•97 


1-000 1-000 


45 


1^28 


•85 


1*^ 


-967 -827 


21 


121 


•81 


•971 


•824 


83 


1^05 


•70 


i 


•947 -792 


18^7 


116 


•77 


•953 


•787 


30 


1^00 


•67 


^5 


•923 -758 


165 


1^11 


•74 


•931 


•752 


27 


•96 


•64 


«. 


•900 -741 


15 


108 


•72 


•913 


•730 


25 


•93 


•62 


1% 


•860 -698 


12 


1^02 


•68 


•875 


•686 


21 


•88 


•59 


i 


•767 -652 


75 


•95 


•63 


•795 


•629 


15 


•80 


•533 


^ 


•650 ^615 


3 


•90 


•60 


•690 


•580 


9 


•74 


•493 
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•550 -606 





•88 


•58 


•600 


•555 


5 


•71 
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• • 
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• • 
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• • 
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• • 


•462 
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Pressure 60 lbs. per Square Inch. 


Pressure' 
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«r Square 


Inch. 
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1-000 


1^000 


60 


119 


•793 


1 
1^000 1^000 


75 


113 
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•822 
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•959 
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•884 


•589 
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•747 
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•939 


•746 
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•843 


•562 
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•917 


•727 
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•920 
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•819 


•546 
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•679 
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•808 


•539 
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•509 
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•808 
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•491 


•816 


•613 
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•693 


•462 


1% 


•708 


•565 


15 


•672 


•448 


•720 


•556 


21 


•628 


•419 
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•533 
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•634 


•423 


•640 


•521 


15 


•589 


•893 


A 


•575 


•522 


75 


•621 


•414 


•592 


•507 


12 


•573 


•882 
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•495 
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3-7 


•601 


•401 


•516 


•488 


7-5 


•551 


•367 
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•402 
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•468 
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(4) 
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(2) 


(3) 


(4) 


(6) 


(6) 
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to economize fuel by using steam of a higher pressnre, say 75 lbs. 
acting expansively by an expansion-slide, &c. By Table 52, 
85 lbs. steam cat off at * 7 gave 32 * 4 lbs. mean pressure through- 
oat the stroke ; we require this same mean pressure with 75 lbs. 
steam in order to do the same work, and Table 52 shows that 
it must be cut off at ^th or * 2, the mean pressure being then 
82*0 lbs. Now, by Table 71, taking the capacity of the cylinder 
for the sake of illustration at 1 cubic foot, we should have with 
85 lbs. steam * 7-r-521 = * 001344 cubic foot of water evaporated 
to steam, and with 75 lbs. steam • 2 -^ 299 = * 00067 cubic foot, 
or just one-half : so that we should do the same work as before 
with half the fuel. 

(124.) With pressures above atmosphere of 10, 15, 20, 30, 40, 
45, 50, 60, and 75 lbs. acting without expansion, the relative 
cost of a "unit" of power would be I'O, -794, -688, -583, 
•529, -510, -495, -473, and -450 respectively. When the 
steam is cut off at such a point as to give a terminal pressure of 
in all cases, the economy increases with the pressure of the 
steam in a still higher ratio : with the same pressure as before 
the relative cost of a unit of power becomes 1 * 0, * 726, * 588, 
•450, -376, -350, -330, -288, and -268 respectively, showing 
that 50 lbs. steam is more economical than 10 lbs. steam in the 
ratio of '33 to 1 or ^rd, and 75 lbs. steam about ^th. In pracr 
tioe the ratio would be even higher than this, for we have 
allowed nothing for friction of engine, &c., which would be much 
greater in proportion to the power with the low pressures. 

The areas of the cylinders of similar non-condensing engines, 
differing only in the rate of expansion, must vary in the ratio 
given by coL 2 of Table 53 ; thus an engine cutting off 75 lbs. 
steam at ^th must have a cylinder of larger area than a similar 
engine cutting off the same steam at ^ths and doing the same 
work, in the ratio of 939 to 427. 

Table 52 may be applied to condensing engines by adding the 
pressure due to the vacuum which is constant throughout the 
stroke, to the mean pressure due to the expanding steam given 
by that table. Thus, say we have a vacuum of 28 inches of 
mercury or 14 lbs. nearly per square inch, and 25 lbs. steam 
out off at ^rd. The mean pressure of the steam by Table 52 
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is 18 lbs. per sqaare inch, which added to thiat due to the 
Tacnum gives a total of 13 + 14 = 27 lbs. mean pressure 
throughout the stroke. B;^ the rule in (121), H being 1*098 
by Table 51, P = 26 + 15 = 40, F = 15 - 14 = l,and B = 8, 

p becomes ^^ ^ — 1 = 27 lbs. as before. 

o 

Haying thus shown how variable and indefinite a term 
^'horse-power*' is as applied to boilers, we may repeat with 
emphasis the recommendation in (119) to calculate their power 
by the water evaporated, whenever it is possible to do so. 

(125.) " Feed-water Heater^* — The economy of fuel for a 
steam-boiler depends in part on the temperature at which the 
feed-water is supplied to it. The water heater to a non-con- 
densing engine generally consists of a water jacket on the 
exhaust pipe, and when the exhaust steam escapes at the pres- 
sure of the atmosphere, its temperature will be 212°, which of 
course is the maximum to which the feed-water can be raised. 
But by placing the heater in the flue leading from the boiler to 
the chimney, where the air is about 500° or more (100), a much 
higher temperature may be obtained ; there is, however, con- 
siderable practical difficulty in carrying out that arrangement. 

The mean temperature of water in this climate is about 60°, 
as shown by Table 34, and to convert a pound of water at 60° 
to steam (18) requires 1178 - 50 = 1128 units of heat: With 
a water heater, raising the feed- water to 212°, we require 1178 
— 212 = 966 units, or 9^6 -r- 1128 = -86, or 86 per cent., 
showing a saving of 14 per cent, by the use t)f such a heater. 
But with 50 lbs. steam, the temperature by Table 71 is 298°, 
and with a heater in the flue, raising the feed-water to that 
temperature, we require 1178 — 298 = 880 units, or 880 -J- 
1128 = • 78, or 78 per cent., showing a saving of 22 per cent. 

With a condensing. engine, the feed- water is commonly taken 
from the hot- well at about 100° ; here we require 1178 — 100 
= 1078 units, or 1078-1-1128= -955, or 95-6 per cent., 
showing a gain of 4 * 5 per cent, over cold water, but a loss of 
1078 -s- 966 = 1*116, or 11*6 per cent., as compared with a 
high-pressure boiler fed with water at 212°, losing thus, much 
of the gain from condensation (124). 
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(126.) ^^Superheated Steam" — The object in superheatmg 
steam is to prevent the formation of water by condens&tion in 
the pipes and cylinder of a steam-engine, which not only causes 
a loss of fael, but is obstructive to effective working, leaking 
the case in (321) of a 4-inch pipe 100 feet long, with 35 lbs. 
steam, and admitting the loss by the cylinder of the engine to 
be equivalent to 40 feet more, we have 587 x 140 = 82180 
udts per hour, which is equal to the condensation of 82180 -7- 
966 s 85 lbs. of water. By placing a superheater at the end 
. of the pipe next to the boiler, this condensation may be wholly 
avoided, and we can easily calculate the temperature to which 
the steam must be heated to effect that purpose. It is very 
desirable that it should not be heated very much higher than is 
necessary, as an extreme temperature would be destructive to 
the lubricating oil and packing of glands, &c. 

Say that in our case the pipe passes 50 horse-power of steam, 

or 50 cubic feet of water evaporated to steam, per hour : then 

we have 62*32 x 50 = 3116 lbs. of steam per hour, and the 

specific heat of steam with constant pressure being *475 by 

Table 5, and as it has to receive 82,180 units of extra heat, 

being the amount lost by the pipe and cylinder, &c., its tempe- 

82180 

mture must be raised •;r^rrp; 7??^ = 55°. Thus the 35 lbs, 

3116 X "475 

steam leaves the boiler at its normal temperature of 280°, is 
raised by the superheater to 280 -|- 55 = 385°, and passing 
through the pipe, &c., is cooled down again to 280°, the heat 
thus parted with supplying the loss by the surface of the pipe, 
•ad preventing the condensation which would otherwise have 
occurred. 

If the superheater is placed in the boiler flue, the heated air 
will be cooled considerably by it. Admitting 10 lbs. of coal 
per horse-power, and 22*83 lbs. of air per pound of coal (98), 
we have in our case 22*83 x 50 x 10 11415 = lbs. of air in 
the floe per hour ; and as this has to yield 82,180 units of heat 
to the steam, and the speciflc heat of air being * 238, it would be 

coded ^^J^^^^aoo = 30°, or to 550 - 30 = 520°. The 

11410 X *^oo 

mean temperature of the heated air as it passes through the 

I 
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superheater is (560 + 520) -7- 2 = 585% and that of the steam 
being (280 + 335) -f- 2 = 308"" ; the difference is 535 - 308 
= 227°, the ratio for which by Table 105 is 1-7, and the valnd 
of A for say 3-inch pipe by Table 99 being * 6256, we have 
•6256 X 1*7 X 227 = 241 units per square foot per hour. 
Hence we require 82180 -f- 241 = 341 square feet of tube sur- 
face; and the outside (319) area of a 3-inch pipe being say *9 
of a square foot, we require 341 -^ * 9 = 380 feet run of 3-inch 
pipes ; see (282), (315). 

Admitting 8190 units as the vseful effect of a pound of coal^ 
as per Table 47, the saving of fuel by superheating is 82180 
-h 8190 = 10 lbs. of coal per hour, or about 1 horse-power, and 
what is perhaps of more importance, the formation of obstructiye 
water by condensation is avoided. With the proportions we 
have given, the steam enters the cylinder of the engine at the 
same temperature as it left the boiler, and objectionable over- 
heating, which is the great drawback to superheating, is 
prevented. 

(127.) ^Fwmacea to Steam-hoHers^ — The consumption of 
fuel per square foot of grate may be varied very considerably 
when the draught is good, without any sensible effect on the 
economy : in ordinary cases 12 or 14 lbs. of coal per square 
foot per hour is a good average quantity. A very large grate 
and thin fire is very objectionable, for without great care parts 
of the grate are liable to become uncovered, whereby a large 
volume of air passes through the furnace unconsumed, resulting 
in a great loss of useful effect (108). 

The same causes which render the heating surface of boilers, 
per horse-power, a variable quantity, affect the area of fire-grate 
also ; in fact, the area of grate should be proportional to the 
area of the boiler, say -^th of the effective area. We have 
therefore the rule : — 



G= (H + (VHx2-5).f-2, 



in which H = the nominal horse-power of the boiler, or cubic 
feet of water at 60° evaporated to steam per hour ; and G = the 
area of grate in square feet CoL 4 of Table 49 has been 
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calculated by this rule, also eoL 14 of Table 50. Thas for the 
60-horse boiler in (113) the proper area of fire-grate would be 

/60 + (/5C) X 2-6W2 = 33-8 square feet, say 6-6 x 6 

= 33 square feet Allowing 13 lbs. of coals per square foot, 
we haye 33 x 13 = 430 lbs. of coals per hour, or 430 -f- 50 
= 8*6 lbs. per cubic foot of water, or per nominal horse-power 
(118). Col. 3 of Table 43 gives 8-62 lbs. of Newcastle coal 
pear cubic foot of water evaporated from 60° to steam. 

(128.) " JWe-ftarg."— Fire-bars should be short, thin, and 
deep ; the length in most cases should not exceed 3 feet ; a long 
fire-bar is apt to be distorted by the heat, and give trouble, and 
this will not be obviated by increasing the thickness. A thin 
bar will stand better than a thi^k one, despite its apparent 
weakness ; but the fact is, that a fire-bar is cooled by the passage 
of cold air on both sides of it, and thus a thin bar is cooled 
more effisctively than a thick one. Fig. 12 gives good general 
proportions for fire-bars ; the dimensions apply to all lengths 
ezoept the depth at the centre, which is given by Table 54, 



Tablb 64.— Of the Fbopobtions of Fibe-babs for Steam-boilebs, 

&c., &c. 



Length. 



ft in. 



1 
1 
1 
1 
2 
2 
2 
2 




8 
6 
9 

8 
6 
9 



Depth. 



Weight 



8 



iucfaes. 

2J 
21 
8 

H 

^ 

8f 

4 

4i 






lbs. 
6-4 
81 
9-5 
11-4 
•18 
♦15J 
♦18 
♦20i 
♦28| 



Weight 

per 

Square 

Foot. 



lbs. 

64 

64 

64 

65 

65 

69 

72 

76 

79 



Length. 



8 
8 
4 
4 
4 
4 
5 



ft. in. 
8 8 



6 
9 

8 
6 
9 




Depth. 



Weight 



Weight 

per 

Square 

Foot. 



inches. 


lbs. 


4i 


29 


5 


32 


5i 


85 


5} 


89 


51 


42 


6 


47 


6i 


52 


6* 

1 


♦56J 



lbs. 

89 

91 

98 

98 
100 
104 
109 
118-5 



which is calculated by the rule L -{- 1 * 5 = (2, in which L 
m the length of bar in feet, and d the depth at the centre in 

* Actual weights, obtained by weighing the castings. 
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inches. The fourth column shows that short bars weigh less 
per square foot than long ones. 

" Deadrplate, dc,'* — The object of the dead-plate is principally 
to keep the fire away from the fomace-front, and prevent it 
becoming unduly heated. Its width may vary with the size of 
the boiler, as is shown by Figs. 36 to 43, being 6 inches wide 
in small, 9 inches in medium, and 12 inches in large boilers. 
For the same purpose, a screen-plate as at D in Fig. 8 is a 
useful addition to the furnace-door. The figures give the longi- 
tudinal section of furnaces. The bearing-bars should not be 
firmly fixed to the boiler, as at A, Fig. 20, as is frequently done, 
for in that case the expansion by heat is very apt to work the 
screws loose, and cause leakage ; but should rest loosely in-a 
pocket formed of angle-iron, as at B. The back-bridge may be 
of thick cast iron, or of fire-brick, as in the figures. 

(129.) " Steam-chest** — The primary object of a steam-chest is 
to form a steam reservoir, where the steam may be quietly sepa- 
rated from the water, which otherwise is v^ry apt to prime over 
with it (72). In single-flued Cornish boilers, the steam-space 
is very small, and a steam-chest is essential ; but in the double- 
fined boilers, as in Fig. 36, &c., there is abundant steam-room 
without a steam-chest : nevertheless it is advisable to adopt it in 
all cases ; for with a little management, the man-hole and the 
steam-valves, &c., may all be fixed upon it, as in Fig. 21, and in 
that case no openings whatever are required in the body of the 
boiler. The whole may be fioorod over with York paving, and 
great neatness obtained. This cannot, however, be done very 
well with less diameter than 2 ft. 6 in. The top of the chest 
will require for high-pressure steam a bar of T iron across to 
strengthen it, a second man-hole must be made in the body of the 
boiler, immediately beneath the one in the top of the chest ; but 
in no case must the whole of the metal in the body covered by 
the chest be cut out, as the boiler would thereby be seriously 
weakened.* 

(130.) " Safety-vahesJ* — The velocity with which steam issues 
from a boiler, &c., is the same as that of a body falling by gravity 
from the height of a homogeneous column of steam, having 
throughout the same density as at the orifice. Say we take the 
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case of steam 40 lbs. per square inch aboYO the atmosphere. 
By Table 38, 1 lb. pressure is equal to 2*3 feet of water, 
therefore the pressure in our case is 2*8 x 40 = 92 feet of 
water. By Table 71, steam at 40 lbs. is 476 times the bulk of 
water ; the height of the column of steam is therefore 92 x 476 
= 43792 feet, and the Yolocity due to that height by the rule 
for Mling bodies (^H x 8) is, in our case, v' 43792 x 8 = 
1672 feet per second ; but when the orifice is made in a thin 
plate, the issuing jet of steam suffers a contraction, so that its 
area is reduced, according to the experiments of Daubuisson, to 
* 65, the actual area being 1*0; the discharge by an aperture 
1 inch square, per hour, is therefore 1672 x 3600 X ' 65 -f- 
144 = 27170 cubic feet of 40 lbs. steam,— equal to 27170 -i- 
476 = 57 * 08 cubic feet of water, or 57 horse-power according 
to (118). 

(131.) An experiment was made with a double-flued Cornish 
boiler 24 ft. 3 in. long, 6 ft. 6 in. diameter, with two 2 ft. 6 in. 
flues, and 30 feet of fire-grate (about 85 horse-power, by our 
Table 50). The steam was discharged by an aperture 1 inch 
square in a thin plate, and hy forced firing 57*5 cubic feet of 
water were cYaporated in an hour — the pressure of steam Yary- 
ing from 35 to 48 lbs., agreeing remarkably with the preceding 
calculation. A 8|-inch safety-YalYO on the same boiler, loaded to 
80 lbs., discharged the same quantity of steam at 46 lbs. pressure. 
The YalYe whose angle was 45° was raised Ycrtically * 122 inch, 
as in Fig. 22 ; the width of the annular discharging-orifice was 
therefore * 122 -f- 1 * 414 = * 0868 : and the circumference of 8£ 
being 11*78, we have -0863 x H '78 = 1*016 square inch 
as the area, or Yery nearly the same as before. It will be 
obserYed that although the valve was loaded to 80 lbs., and would 
doubtless begin to blow off at that pressure, yet the pressure 
increased to 46 lbs. before the valve was able to carry off the 
steam, giving an increase of more than 50 per cent. This great 
increase arises from the fact that the valve was too small for the 
quantity of steam. It was large enough for the boiler when 
working at its nominal power of 85 horses, but not for 57 * 5 
horse-power to which it was forced, for which, with 40 lbs. 
steam, we require by Table 55 a 5-inch safety-valve. Even 

H 2 



^cxcwn^ 
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with tliat size, the pressure would increase considerably (perhaps 
15 or 20 per cent.) aboYe that to which the YalYC was loaded. 
Nor can this be obYiated without using YalYes of enormous and 
impracticable size. 

(182.) It will be seen from this that there is no precise stan- 
dard for the size of a safety-YalYO : all that can be done is to 
fix upon a size that will not suffer the pressure to rise to a dan- 
gerous extent. The area of a safety-YalYO should be proportional 
to the area of fire surface in the boiler, and should be determined 
by that rather than by the horse-power of the boiler. We may 
admit as the result of experience that a 20-horse boiler (as in 
Table 50) with 45 lbs. steam requires one YalYC 3 inches dia- 
meter. Now that boiler has an area of 246 square feet, or 246 
-r 3^ = 27 square feet per circular inch of YalYC, or 3 square 
yards ; and for this pressure we may take the rule A = <2^ x 27, 
in which d = the diameter of the Yalve in inches, and A = the 
effective area of the boiler in square feet. The fourth column in 
Table 55 has been calculated by this rule. 

(133.) We can calculate from this the areas with other pres- 
sures, say with the same boiler, we take 7 lbs. steam. We find 
by Table 71 that we haYC to discharge a larger Yolume of steam 
than with 45 lbs. pressure, in the ratio of 1138 to 439, so that 
the 3-inch Yalve, which was equal to 246 square feet of boiler 
surface with 45 lbs. steam, would now be equal to only 246 x 
439 -7- 1138 = 95 square feet, if the Yelocity of discharge was 
the same, which it is not, for (130) with 45 lbs. steam the 
Yelocity is ^45 x 2*3 x 439 x 8 = 1704 feet per second, but 
with 7 lbs. steam, ^7 X 2*3 x 1138 x 8 = 1090 feet per 
second, and the area of boiler surface for a 3-inch YalYe is thus 
reduced to 95 x 1090 -h 1704 = 60'7 square feet, or about 
one-fourth of the area with 45 lbs. steam. The different columns 
in the first part of Table 55 have been calculated in this way, 
and they give the areas of boiler surface due to standard sizes 
of safety-Yalves. 

(134.) By Table 49 we may easily find the diameter of safety- 
YalYe from those areas : thus for 20 horse-power that table gives 
250 square feet, the nearest number to which in Table 65 is 
243, which is equal to a 8-inch for 45 lbs. steam, 4-inch for 25, 
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Table 66. — Of the Sizes of Safety-valves for Steam-boilers. 



Diameter 

of 

Valve. 



in. 
1 

1* 
2 

^ 

8 
6 



1 

2 

2* 
3 

3J 

4 

5 

5* 
6 



Preesare of Steam in Pounds per Square Inch above 
the Atmosphere. 



25 



45 



65 



100 



' ^ectiot " Area of Boiler Surfiu» In Square Feet 



7 


17 


15 


89 


27 


67 


42 


105 


61 


151 


83 


205 


108 


268 


137 


329 


169 


418 


203 


505 


243 


608 



27 
61 
108 
170 
243 
331 
432 
547 
675 
814 
972 



88 

84 

149 

235 

335 

457 

596 

755 

932 

1123 

1341 



54 

123 

218 

343 

491 

668 

873 

1105 

1363 

1644 

1963 



2 
3 
5 

7 

9 

12 

16 

20 



Nominal Horse-power of Boiler. 


• • 


• • 


• • 


• • 


3 


5 


Si 


7 


10 


7 


13 


18 


11 


20 


28 


16 


28 


41 


22 


39 


56 


28 


50 


• • 


37 


64 


• • 


46 


• • 


• • 


67 


• t 


• • 



3 
8 
17 
29 
45 
63 






Note. — The effective area meant in this table is explained in (113-116) ; 
see also Table 49 for the connection between the effective area and the 
horse-powers of boilers, &c. 

and 6-mcli for 7 lbs. steam, &c. The second part of Table 55 
gives the horse-power of safety-valves of different diameters 
obtained in this way. Table 50 also gives in col. 16 the proper 
diameter of safety-valve for different sizes of boilers. 

(135.) The forms of safety-valves are variable ; they are 
commonly made conical in both valve and seat as in Fig. 22, 
bat it is much preferable to make the seat very narrow, say 
^th of an inch wide, as in Fig. 26. With a wide seat 
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there is considerable uncertainty in estimating the acting or 
effective diameter, which is usually intermediate between the 
large and small diameters of the cone ; with a narrow seat this 
is avoided, and if well executed it is more easy to grind true and 
keep steam-tight. Safety-valves are frequently made close- 
topped with a waste-pipe to the chimney ; but this is objection- 
able, because the valve may be leaky, or by careless firing the 
steam may frequently be allowed to get up too high and blow 
off without attracting attention. The open-topped form is pre- 
ferable, and with ordinary care in firing should seldom be found 
blowing off. 

A convenient and inexpensive form of safety-valve is shown 
by Fig. 25 ; the valve is spherical, fitted to a cylindrical seat. 
The line e, / is drawn from the point where the sphere and the 
cylinder touch, at an angle of 45°, and cuts the axis B, E at a 
point which is the centre of the sphere of which the valve is a 
part. It follows from this, that the radius of the spherical 
valve is 1 * 414 times the radius of the cylindrical seat, so that for 
valves 1, 2, 8, 4, 5, and 6 inches diameter, the radius of the 
sphere is '71, 1*41, 2 12, 2 '83, 3*54, and 4*25 inches respec- 
tively. The valve might be a simple cone as at F, but the 
spherical form is the best ; it is shown enlarged at H. 

In adjusting the weight G, allowance should be made for the 
weight of the lever and valve alone, which may be done by the 
application of a Salter's balance at B. Say we had a 3-inch 
valve for 45 lbs. steam, and that the effective weight at B was 
12 lbs., and we had to determine the weight at C, the distances 
A B and A being 3 J and 19i inches respectively, or 1 to 6. 
The area of 3 inches being 7*06, we have {7*06 x 45) — 12} 
X 3-25 -4-19-5= 51 lbs. ate. 

(136.) " DampersJ* — The area of a damper depends on the 
height of the chimney, and where there is only one boiler it 
may have the same area as the chimney, if that is properly 
proportioned to the power of the boiler. Thus for a chimney, 
as per Table 63, 40 feet high, 12 inches square, we have 
144 -I- 8*1 = 17*7 inches per horse-power, but for a chimney 
150 feet high, and 2 feet 6 inches square, 900 -t-108 = 8 - 4 
inches per horse-power only. As an approximate rule, we may 
give 110 -7- V H = A, in which H = the height of the chimney 
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in feet) and A = the area of the clamper in square inches per 
horse-power ; thus for a chimney 100 feet high we have 110 -f- 

10 = 11 inches per horse-power. The form of damper is arbi- 
trary, and must often be varied to suit the form of the flue, but 
for ordinary cases we may adopt standard sizes, a convenient 
proportion being 3 to 1, and thus we have the sizes and powers 
given in Table 56. The powers of other sizes may be easily 
calculated by the numbers in the fourth line of the iable ; thus, 
say we required the size for a large damper to a set of boilers 
800 horse-power for a chimney 100 feet high ; the table gives 

11 inches per horse-power, and we have 300 x H = 3300 
square inches for the area required, and if the height was fixed 
at 6 feet, or 72 inches, the width must be 3300 -i- 72 = 46 inches, 
&o., &c. 



Table 66. — Of the Sizes of Dampers to Steam 


-BOILERS, with different 




Heights of Chimney. 






aizeoftbe 


Height of Chimney in Feet. 






40 


60 


80 


100 


120 


150 














Damper in 
Inches. 


Square Inches of Damper per Horse-po^ 


rer. 
























17-4 


14-2 


12-4 


110 


100 


9 






Horse'power of the Boiler. 






6x 18 


6-2L7-6 


8-7 


9-9 


10-8 


■ 
12 






7x 21 


8-5^0 


12 


13 


15 


16 






8x24 


11 


13 


16 


18 


19 


22 






9 X 27 


14 


17 


20 


22 


24 


27 






10 X 30 


17 


21 


25 


28 


30 


34 






12 X 36 


25 


31 


35 


40 


43 


48 






14 X 42 


84 


41 


47 


53 


59 


65 






16 X 48 


44 


54 


62 


70 


77 


85 





(137.) "ilrca and Arrangement of Fluee" — The volume of 
heated air which has to pass along a boiler flue is proportional 
to the horse-power, and as in order to give out a given amount 
of heat, or to be cooled to a fixed temperature, it must be in 
contact with the boiler a certain time, it follows that the velocity 
of the current should be proportional to the length of the boiler. 



104 AREA OF HiUES fob BOILBBa 

80 that a particle of air traverses it in the same time, whether 
the boiler be long or short, and departs into the chimney cooled 
down to the same temperature in all cases. Let ns take three 
boilers, say 10, 20, and 30 feet long, and 4, 16, and 50 horse- 
power, as per Table 50 ; the velocities should therefore be in 
the ratios 1, 2, 3, and the volumes of air in the ratios 4, 16, 50, 
or 1, 4, 12 nearly ; the areas must therefore be in the ratio of 

=-= — rr- or - = 1, - = 2, and -^r- = 4, so that the 50-horse boiler 
V elocity 12 3 

requires a flue only four times the area of a 4-hors6 one with 
the length of boilers we have taken. If the volume of air is 
proportional to the horse-power, and the velocity proportional 
to the length, the area of flue would be in the ratio of Horse- 
power -7- Length. 

(138.) But we have seen (117) that the volume of air is not 
simply proportional to the horse-power, small boilers consuming 
more fuel per horse-power than large ones, and requiring more 
air. The area of flue must therefore be made proportional to 
the area of the flre-grate, or (what is the same thing) to the 
effective area of the boiler, and the rule becomes 

a = Ax 47-T-L, 

in which A = the effective area of the boiler in square feet as in 
(113), L = the length of the boiler in feet, and a = the cross- 
cectional area of flue in square inches. Thus in our cases, the 
4-horse boiler having by col. 11 of Table 50 an area of 73 
square feet, requires with a length of tt feet, 73 x 47 4. 10 = 
343 square inches of flue, or 86 inches per horse-power ; the 
16-hor8e, 204 x 47-7- 20 = 480 square inches, or 30 inches per 
horse-power ; and the 50-horse, 547 x 47 -^ 30 = 857 square 
inches, or 17 '1 inches per horse-power. Col. 15 of Table 50 
has been calculated by tiiis rule. 

It is remarkable, that with boilers whose power is in the 
ratio of 4 to 50, or 1 to 12*5, the area of flues is in the ratio 
343 to 857, or 1 to 2*5 only; but these proportions will be 
found to agree with the practice of our best engineers, who in 
most cases have had only experience to guide them. Thus with 
a '^ wheel " draught, the 4-horse flue would be 5 inches at the 



MODIS OF 8ITTIN0 BOILEBS. 105 

top, and 11 inches at the bottom, the mean = 8, and the height 
measured on the cnrye being 43 inches, the area is 43 x 8 = 
344 square inches. With the SO-horse, the flue would be 6 and 
14, the mean 10, and the height 85 inches, and we have 10 x 
85 = 850 square inches. We have in both cases supposed the 
flue to be carried up to the level of the top of fire-tube, which 
may generally be admitted with advantage in Gomish boilers. 

(139.) " Modes of Setting Boilers," — There are three principal 
ways in which the flues of a Gomish boiler may be arranged. 
Fig. 27 shows the best plan : the Are proceeding along the tube 
to the back of the boiler descends and returns beneath the body 
to the front, where it splits and passes on both sides to the 
chimney. This mode of setting is preferable to any other, 
because the bottom of the boiler is more effectively heated, and 
thezel^ a better circulation of the water is effected ; it requires, 
however, rather more length in the house than other modes. 
Fig. 28 is another arrangement, in which the fire splits at the 
back, returning on both sides to the front, where it descends, 
and proceeds by one flue to the chimney. Fig. 29 shows a 
'^ wheel " draught, and is the most common form of any. The 
fire returns to the front on one side, passes under the boiler by 
an opening in the dividing-wall, and passes to the chimney on 
the other side. There is a practical objection to this plan ; if a 
slight leakage occurs in the body of the boiler, the water will 
trickle down and saturate the middle wall beneath the bottom, 
and corrosion will proceed insidiously to a damaging and perhaps 
dangerous extent. 

The flues which receive the first part of the heat should be 
.lined with fire-brick ; the boiler should be fixed at such a level 
that the fire-bars are about 2 feet 6 inches above the stoke-hole 
floor. 

(140.) "Strength of Steam-boUera." — For much of our know- 
ledge of the strength of steam-boilers we are indebted to the 
venerable Mr. Fairbaim, who gives 34,000 lbs. per square inch 
as the reduced strain on the solid part of the plate when the 
joint is breaking through the line of rivet-holes, and as he 
allows the working strain to be one-sixth of the ultimate 
strength, we have 34000 -f- 6 = 5670 lbs. as the safe strain 
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These data have been commonly taken as standards in oalcn- 
lating the strength of boilers, but Staffordshire plates, which 
are more commonly used than any other, have considerably less 
strength than those firom which these data were derived. The 
mean strength of the solid plate in Staffordshire iron is 20 tons, 
or 44,800 lbs. per square inch ; but Mr. Fairbairn's experiments 
have shown that the metal is damaged by punching, so that the 
strength of the unpunched plate per square inch being 1*0, 
that of the metal between the holes is '7616 in single-rivoted 
joints, and * 933 in double-riveted ones. Much of this reduced 
strength is lost by the metal being punched out for the rivets ; 
thus with f plate, \^ rivets, 2 inches pitch, the space between 
the rivet-holes is 1^, and the ratio of the area through the 
line of rivet-holes is to that of the solid plate as 1/^ -r- 2 or 
21 -7- 32 = * 656 to 1. Hence the reduced strain on the solid 
plate when the joint is breaking at the rivet-holes, is with 
single-riveted joints 44800 x -7615 x '656 = 22380 lbs. or 
10 tons per square inch, and with double-riveted joints 
44800 X ' 933 X • 656 = 27420 lbs. 

(141.) Taking the working strain at one-sixth of the ulti- 
mate strength, we have for single-riveted joints 22400 -r 6 = 
3733 lbs. per square inch, and the rules : — 

p = 7466 X t-T-d; t = px ^4-7466, 

and with double-riveted joints, 27420 -r- 6 = 4670 lbs., and the 
rules : — 

jp = 9140 X t-^d; t=px d-r-9140, 

in which p = the safe working pressure in pounds per square 
inch above atmosphere, t = thickness of plate in inches, and 
d = inside diameter of boiler in inches. Table 57 has been 
calculated by these rules, also col. 4 of Table 50 ; see (145). 

In applying these rules for very low pressures, it will be foimd 
that the thickness comes out too light to satisfy practical con- 
siderations, although sufficient to resist the pressure. Thus for 
a boiler 6j^ feet or 78 inches diameter and 6 lbs. pressure, the 
thickness by the rule is 6 x 78 -^ 7466 = -0626, or yV^ inch 
only, which obviously is excessively too light ; in fact, if it were 
possible to construct the boiler with that thickness, it would not 
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be able to BOfitaia its own weight and that of the water contained 
by it 

The mlee have therefore certain limitations : in the first 
place we should not iiBiially make nae of plates leBe than -^ inch 
tiiiok fbr steam-boiler work whatever the pressure or diameter; 
and woondlf, with thioknessea of -^x, {, ^, i, and y'^, the 
marinmm ^ameters ahoold not exited 4, 5, 6, 7, and 8 feet 
respectively, the oorresponding presanrea by the mle being 29, 
81, 82, 33, and 31 lbs. per square inch, as per Table 67, which 
is oarried out in accordance with these limitations. 

Table 67.— Of the Stbenbth of Cylindrical Boilers made of 
Stapforsshibe Platek, widi Biveted Joials to resist an In(«nial 
or BnretiQg Pressure. 
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(142.) " Strength of Boiler-tubeg to resisl Eielemal Fretm/re." — 
From the experiments of Faiibaim, it appears that the strength 
of cylindrical tubes of boiler-plate to resist collapsing pressure 
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varies directly as the 2*19 power of the thickness, and in- 
versely as the diameter and length, and he gives the following 
rules * 

P = 33- 6 X (100 0«« -f. (L X d) 

and p = 6-6 X (100 tf -h (L x ^X 

in which P = the collapsing pressure in pounds per square inch, 
p = the safe working pressure in do. do. 

d = diameter of tube in inches, 
L = length of tube in feet, 
t = thickness of plate in inches. 

To find the 2*19 power of the thickness we must use loga- 
rithms : thus, say we have a tube ^ inch thick, 30 inches dia- 
meter, and 10 feet long. Then 100 < is • 25 X 100 = 25, the 
log. of which is 1-398, and 1-398 x 2-19 = 3-0616, the 
natural number due to which is 1152, and this is the 2-19 
power of 25 as required ; we now find P by the rule 33 - 6 X 
1152 -r- (30 X 10) = 129 lbs. per square inch. . 

It appears from this that P x <2 X L is constant for the same 
thickness of plate, hence we have the rules 33 • 6 X (100 /)***• « 
P X <i X L ; and 5-6 X (100<)»" = p x d X L. 

Table 58 has been calculated by these rules, and from it we 
can easily find the strength of a tube by the simple rules of 



Table 68. — For the Strength of Boileb-tubes to resist External or 

Collapsing Pressure. 
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arithmetic ; thus for ^inch plate the table gives 38720 as the 
Yalue oi T X dxT^i hence the tube 10 feet long and 30 inches 
diameter as above will collapse with 38720 -r- (10 x 30) = 
129 lbs. per square inch. Again : to find the proper thickness 
for a flue 33 inches diameter, 20 feet long, to bear a working 
pressure of 45 lbs. per square inch ; ^ X c2 x L is in our case 
45 X 33 X 20 = 29700, the nearest number to which in Table 58 
is 29450 opposite i inch the thickness required. 

(143.) From experiments on the large scale it would appear 
that lap -jointed tubes, such as are commonly used in practice, 
resist a collapsing strain more powerfully than the small expe- 
rimental tubes from which the constants in the formula are 
derived. Fairbairn gives two experiments on large boilers, one 
85 feet long with 3 feet 6 inch tubes, f thick, which gave way 
with 97 lbs. per square inch, but by rule and table it should 

94110 
have borne -ttt- — jttt = 64 lbs. only. The other experiment was 
42 X 36 

on a tube 25 feet long, 3 feet 6 inches diameter, and f thick, 

which collapsed with 127 lbs. per square inch, but whose 

94110 
strength by table, &c., was -r= ^ = 89 • 6 lbs. only. This is 

only what might be expected, the double thickness at the joint 
acts partially like a series of rings, and increases the strength 
in the same way ; the rules therefore give a minimum and safe 
strength, in fact only about 70 per cent, of the strain which 
ordinary boiler-tubes seem to be capable of bearing. 

(144.) An obvious and easy mode of increasing the strength 
of a boiler-tube is by adding strong rings at intervals, so as (in 
e£fect) to divide it into short lengths, and Mr. Fairbairn proposes 
to do this by making the tube butt-jointed and using J. iron 
for the junctions ; but a butt-joint cannot easily be made tight, 
and it is better to make the tube lap-jointed as usual, and add 
T or L rings where required. Even this is objectionable from 
the great thickness of metal where the rings are riveted on, the 
metal there being in consequence unduly heated. An ingenious 
plan of Mr. Bramwell, C.E., of London, promises well to get 
over this objection : — Let Fig. 30 be a cylindrical tube A B C D, 
oompressed into the ellipsis E F O H. This change of form 
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may be resisted in two ways, namely, by preventing E and F 
from giving in, or G H from giving out ; if G H be prevented 
from bulging out, E and F will be effectually prevented from 
collapsing. This is effected by slipping on the tube, thin deep 
rings of iron, say f X 3 inches deep, as J in Fig. 31 ; such rings 
are free (from their small thickness) to the objection of in- 
creasing the thickness of the metal exposed to the fire, <&c., &c., 
to which J. iron rings are liable. 

Oval tubes are excessively weak in resisting an external pres- 
sure. The diameter to be taken in calculating their strength is 
given by the rule : — 

d = (M2^w)x2, 

in which d is the effective diameter, M = the major, and m = 
the minor axis, all in the same terms. This rule gives the dia- 
meter of the circle, of which the flattest portion of the ellipse is 
a part, and by which the collapsing pressure is governed. Thus 
with M = 3, m = 2, (2 becomes (3^-^2) x 2 = 9 feet effective 
diameter. 

Mr. Fairbaim made an experiment with an oval tube 20f x 
15^ inches, 5 ft. 1 in. long, which, with a thickness of \ inch, 
collapsed with 127^ lbs. per square inch. In this case d =? 
(20 • 752 -7- 15 • 5) X 2 = 65 • 66 inches effective diameter, and by 
Table 58 the collapsing, pressure will be 38720 -r- (5-08 x 
55 • 56) = 136 lbs. per square inch. 

(145.) * Factor of Safety:'— We have admitted in (141) with 
Mr. Fairbaim that for ordinary cases the bursting pressure 
should be six times the working strain : but with ^at factor, 
6, the thicknesses for very high pressures come out excessive 
and almost impracticable. Engineers have therefore been com- 
pelled to adopt a lower factor for such cases, and they do so 
apparently with safety. Thus, the practice of the London and 
North-Western Eailway Company, at their Crewe works, is to 
use best Yorkshire plates ^f inch thick for 4-foot boilers, with 
single-riveted joints, f rivete. If piteh, 1 inch between rivets. 
Yorkshire plates, by Fairbairn's experiments, break with 
42,847 lbs. per square inch of metal between rivet-holes; hence we 
have 42847 X it X 1 -r- If = 9946 lbs. per inch run of joint, 
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or 19,892 lbs. on the two sides. With 48 inches diametei we 
haye 19892 -7- 48 = 414 lbs. per square inch bursting pressure 
of steam, and the ordinary working pressure being 120 lbs., the 
fiEustor is 414 -7- 120 = 3 * 45 ; occasionally the pressure is 150 lbs., 
or even more, and the factor becomes 414 -7- 150 = 2*76. 

If we admit from this that for very high pressures the factor 
may be as low as 4, the effect will be to add 50 per cent, to the 
working pressures in Table 57, &c. 



CHAPTER IV. 

ON THE EFFLX7X OF OOMPBESSED AIB, GAS, AND STEAM. 

(146.) " Effltix of Compreaaed Air, dc" — When water or other 
liquid escapes from an orifice in the side of a vessel into the air 
as at A, Fig. 32, the velocity of e£Qux is the same as that of a 
body falling freely by gravity from the height S A. Similarly 
when a liquid escapes from one vessel into another, by a sub- 
merged orifice B, the velocity of e£Quz is that due to the height 
S T, or the difference of level of the liquids in the two vessels, 
and it is not affected by the depth T B, at which the orifice is 
placed. 

(147.) We have here supposed that one and the same liquid 
was being dealt with, but if one compartment were filled with 
a liquid of different specific gravity to that in the other, we 
have a different case. Say in Fig. 33 we have a vessel with two 
compartments, C and D, filled to the same level with two fluids, 
whose specific gravity (for the sake of illustration) was as 8 to 1, 
being the denser of the two. The conditions of pressure at 
E are precisely the same as would arise with one and the same 
fluid in both compartments, by columns having the respective 
heights F E and H E, that is to say, the velocity of efflux will 
be that of a falling body, with the height O H, and of course 
it is the denser fluid which escapes with that velocity. 

(148.) " Velocity into a Vacuum" — Applying this reasoning to 
elaistic fluids, we are met by the difficulty that we have no real 
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surface level to calculate from ; in the case of air, for instance^ 
the density diminishes as we leave the earth in geometric ratio, 
and the limit is in infinity. But for the purpose of calculation, 
we may find what the height of the atmosphere would be, if it 
had throughout, the same density as it has at the surfieMse of the 
earth. Assuming that the barometer was at 30 inches, we find 
from Table 37 the density of mercury to be 13*596, water 
being 1 ; and from Table 39 air has a density of * 001221, water 
being 1, the height of a homogeneous column of air equal to 

30 inches of mercury is therefore ^^,^^., ttt = 27838 feet, 

•001221 X 12 

and although this is fictitious, we may use it for the purposes 
of calculation without error. We shall now find the velocity 
into a vacuum by the rule for falling bodies to be v' 27838 x 8 
= 1344 feet per second. 

(149.) The velocity of steam at atmospheric pressure into a 
vacuum, may be calculated in the same way : taking its density 

from Table 39 at • 0007613, we have ---i?l|?|-^L?2 = 44648 feet 

•0007613 X 12 

for the height of a column of steam equivalent to 30 inches of 
mercury, and the velocity into a vacuum v' 44648 x 8 = 1690 
feet per second. 

Applying these rules to air, steam, &c., of other than ordinary 
densities and pressures, we are conducted to the remarkable fact 
that the velocity into a vacuum is constant, whatever the pres- 
sure may be ; for instance, air of double the atmospheric pres- 
sure would havo a double height of column, and thereby an 
increased velocity, if the density remained the same, but ihd 
density being of necessity double also, the height of column 
remains the same, and hence the velocity which is due to that 
height remains the same also. It follows from this, that if we 
filled a vessel with air compressed to any number of atmospheres 
and allowed it to escape into a vacuum, the velocity would be 
the same from first to last, although the pressure would be con- 
tinuously reduced by the escape of the compressed air ; but the 
quantity or weight of air which escapes would not be the same at 
all pressures, but would vary with the density of the air, which 
varies every moment with the pressure. 
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(150.) ** Velocity into AirJ' — This uniformity of velocity at 
all pressures does not hold when the discharge is made into air. 
Let Fig. 33 represent the discharge into rarefied air, say of one- 
' third the ordinary density (made so by heat or otherwise), we 
have then a case analogous to (147), in which we found the 
velocity to be that due to the difference of height of the two 
columns. Thus in Fig. 33 we have two columns of the same 
height, or 27,838 feet, but the pressure exerted at the orifice E 
by the column G E is the same as that of a column of ordinary 
air of one-third the height, or 27838 -f- 3 = 9279 feet, and, as 
in (147), the velocity of efflux will be that due to the difference, 

OP 27838 - 9279 = 18559 feet head, namely, VT8559 x 8 = 
1090 feet per second. Calculating in this way, we find for 
pressures above atmosphere of 1, 2, 3, 4, 5, 10, 25, and 100 
atmospheres, the velocity comes out 944, 1090, 1155, 1193, 
1218, 1272, 1308, and 1328 feet per second respectively, which, 
although not uniform, is more nearly so than might have been 
expected. Thus, for so great a range as from 1 to 100 atmo- 
spheres, the velocity increases only 1328 -7- 944 = 1 * 41, or 41 
per cent. 

Again, the velocity of steam of 20 lbs. pressure per square 
inch into the atmosphere may be calculated in the same way. 
By Table 38 we find that 20 lbs. per square inch is equal to 
46*22 feet of water-pressure, and by Table 71 the volume of 
20-lb. steam is 732 for water 1, hence the height of the column 
of steam generating the velocity is 46 * 22 x 732 = 33833 feet, 
and the velocity of efflux V 33833 x 8 = 1472 feet per second. 

It will be seen from this, that for finding the velocity of efflux 
in any case, we require only the difference of pressure at the two 
sides of the orifice and the density of the issuing gas or steam ; 
this is farther illustrated by (130), &c. 

(151.) When the pressure varies very slightly , as is usually 
the case in most questions of ventilation, discharge of coal-gas, 
&c^ we may admit without sensible error that the density is 
constant, and the velocity of discharge will then be governed by 
the square root of the pressure simply, and for common air we 
have the rule: — 

V= VPX 66-1 

I 
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and for coal-gas of density '42, air being = 1, the rule : — 

V = V P X 102, 

in which P = pressure in inches of water, and Y c= velocity of 
discharge in feet per second : cols. 3 and 6 in Table 59 have 
been calculated by these rules. 

Table 59. — Of the Velocity of Dibohabge of Common Air and of 
Coal-gab, at ordinary Temperature and Pressure, with small 
differences of Pressure. 
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(152.) These rules may be modified so as to give the quantity 
discharged instead of the velocity; for common air the rule 
becomes 

Gr=d^X V'^X 21-64, 

and for coal-gas of density '42 for air = 1, 

C = d2x VP"x 33-4, 

in which «= cubic feet discharged per minute, d = diameter 
of orifice in inches, and P = pressure in inches of water. 

(153.) " Coefficient of Contraction" — But the quantities dis- 
charged will vary considerably with the form of the orifice, for 
the issuing vein of air suffers contraction as in the case of water, 
and as shown by Fig. 34, where with a thin plate an orifice 
1 inch diameter has the jet reduced to * 8 inch diameter, and 
the area to * 8^ = * 64, that of the orifice being 1 * 0. 

The rules in (151) give the maximum velocity, or that at the 
most contracted part, namely, at C ; obviously the velocity at B, 
where the measurements are usually taken, will be less in the 
ratios of the respective areas ; if it be 1 * at C, in Fig. 34 it 
will be '64atB. 

The experiments of Daubuisson give * 65 for an orifice in a 
thin plate, and * 93 for a very short cylindrical pipe, say two 
diameters long : cols. 4, 5 and 7, 8 in Table 59 have been cal- 
culated with those coefficients. 

The more recent experiments of Poncelet, Wantzel, and St. 
Yenant, <&c., seem to show that with air and gases the coefficient 
is not constant for all pressures, but that it decreases as the 
pressure increases, so that for excess of pressure above atmo- 
sphere equal to -p^^, -j3^, ^, 1, 5, 10, and 100 atmospheres, the 
coefficient with a thin plate becomes *65, *64, *57, '54, *45, 
•436, and '423 respectively, and with a short tube '834, '82, 
•71, '67, "54, * 51, and • 487 respectively. Table 60 has been 
cakmlated with these coefficients. A remarkable result, as 
applied to a tube, is that the velocity is a maximum with 5 
atmospheres, becoming less with an increase of pressure beyond 
that point ; this requires confirmation. 

(154.) For steam, Feclet is of opinion that the coefficient is 

I 2 
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constant, and may be taken at * 54 for a thin plate, and * 7 for a 
short tube ; but the experiments in (131) show that for a thin 
plate Daubnisson's coefficient * 65 is correct as applied to high* 
pressure steam ; for a short tube we may admit * 7 as correct for 
all pressures. 

Table 60. — Of the Velocity of Dischabge of Compbessed Aib into 

the Atmosphere. 
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(155.) " Friction of Long Pipes," — We have so far considered 
only the head or pressure necessary to give any required 
velocity with an orifice, or a pipe so short that the friction was 
inappreciable ; but where the length is considerable, there is a 
second loss of pressure due simply to the friction of the air or 
steam against the sides of the pipe ; and in all such cases the 
head due both to velocity and to friction must be separately 
calculated and the sum total taken. 

(156.) The head due to Motion alone may be calculated by 
the following rules : — 

H = C2 xI'-i-(3-7d)5 
C = (Hx (3-7(^)5 ~l)* 

L =(3•7d)6xH-^C^ 

in which d = the diameter of the pipe in inches, L = the leifgth 
of pipe in yards, C = cubic feet per minute, and H s the head 
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(or difference of pressure at the two ends of the pipe) in inches 
of water. These rules cannot be easily worked without the use 
of logarithms ; but we have calculated by them Table 61, for 
the use of which we have the following rules : — 

(157.) 1st. Haying the diameter, length, and discharge given, 
to find the head, take from Table 61, opposite the given dia- 
meter, the number in column 2 or 3 (according to the terms in 
which the head is desired), and multiply it by the square of the 
given discharge in cubic feet, and by the length in yards ; and 
the product is the head in inches of water, or in pounds per 
square inch, due to friction alone, to which the head due to 
velocity has to be added from Tables 59 or 119, &c. 

(158.) 2nd* Having the head, diameter, and length given, 
to find the discharge, assume a discharge and calculate the 
head for that as in (157) ; divide the assumed discharge by the 
square root of the head due to it, and multiply by the square 
root of the given head ; and the quotient is the true discharge 
sought. 

(159.) In order to facilitate calculation, the Table 61 is so 
arranged, that for diameters under one inch the discharge must 
be taken in cubic feet, as in (157), &c., but from 1^ inch to 
2^ inches in tens, from 3 inches to 8 inches in hundreds, from 
9 inches to 24 inches in thousands, and from 30 to 60 inches in 
tens of thousands of cubic feet. 

Thus a |-inch pipe, 20 yards long, discharging 2 cubic feet 
of air per minute, requires • 006 X 2^ x 20 = '48 inch head of 

144 X 2 

water for friction, and the velocity being —r-. r^ = 10 • 9 feet 

'44 X 60 

per second, the head for that velocity by Table 59 is '03 inch 
of water, making '48 + '03 = '51 inch total. 

A 2i-inch pipe, 40 yards long, with 38 cubic feet of air, will 

(00X2 
jTJ X 40 = • 85 inch head for friction, 

144 X 38 
and the velocity being j-— ^ = 18* 6 feet per second, or by 

Table 59 = '1 inch head, we have a total of '85-1- '1 = '96 
inch head. 

A 4-inch pipe, 10,560 yards long, discharging 852 cubic feet 
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of goM per hour, or 14 '2 cubic feet per minute, will require 

•0141 X (^^) X 10,560 = 3-002 inches head for friction. 

With so small a discharge, the head for velocity will be in- 
appreciable ; Clegg found by experiment, that the head with a 
pipe having these conditions was 3 inches of water. 

A 9-inch pipe, 30 yards long, discharging 500 cubic feet of gas 

per minute, will require * 02442 x ( tT^jTq) X 30 = '183 inch 

144 X 500 
head for friction, and the velocity being — --: — ;rz = 18*8 feet 

' ^ ^63-6x60 

per second, the head for that velocity by Table 59 is * 04 inch, 

or • 183 + • 04 = • 223 inch total. 

(160.) Again, say we require to know the discharge of 45 lbs. 

st^un by a 4-inch pipe, 150 yards long, with a loss of 1 lb. in 

pressure, the steam at the exit end being reduced to 44 lbs. per 

square inch. Let us assume, say 400 cubic feet for the discharge. 



/400Y 

Viooy ^ 



and calculating as in (158), we have '000507 x I jkx 1 X 150 

= 1 * 22 lb. per square inch, as the head due to friction alone. 
The area of a 4-inch pipe being 12 • 56 square inches, or 12 * 56 
-r- 144 = -087 square foot, the velocity must be 400 -f. -087 = 
4600 feet per minute, or 76 feet per second, which at the con- 
traction (154) with • 7 for coefficient becomes 76 -f- • 7 = 109 feet 
per second, the head due to which is (109 -f- 8)^ = 185 feet of 
45 lbs. steam, or 185 -r- 439 = -42 foot water, or -42 4- 2-3 = 
•18 lb. per square inch for velocity alone. Thus for our 
OMumed quantity the total head is 1*22 -f- * 18 = 1*4 lb. per 
square inch instead of 1 lb. the pressure allowed in our case. 
The true discharge with the given head is therefore 400 X 
V 1 -7- V 1 • 4 = 339 cubic feet of steam per minute (158). 

(161.) This last result is obtained by the application of a 
useful general law, which may be stated thus : the discharge of 
any pipe or system of pipes, apertures, &c., &c., is proportional 
to the square root of the head; and conversely, the head is 
proportional to the square of the discharge. 

(162.) ^^ Square and Bectangular Channels" — The case of 
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square and other rectangular channels may be assimilated to 
that of round pipes, and then the velocity, &o., may be calcu- 
lated by the rules and tables given for the latter. The velocity 
of discharge, whatever may be the form of the pipe or channel, 
is in all cases proportional to the sectional area divided by the 
periphery or circumference. In round pipes, this is always 
one-fourth of the diameter : thus a pipe 1 inch diameter has an 
area of *7854, and a circimiference of 3*142, and '7854 -f- 
3- 142 = -26 ; and a 4-inch pipe gives 12-57 -f- 12-57 = 1. 

" Square Ptpc«."— Square pipes give the same uniform ratio : 
thus a pipe 1 inch square will have an area of 1, and a periphery 
of 4 inches, and ^ = - 25 as with a circular pipe : again, a pipe 
4 inches square has an area of 16 square inches, and a periphery 
of 16 inches also, and as with the round pipe |f = 1. It follows 
that the velocity of discharge with a square pipe is the same as 
with a round one, with the same length and head, <&c. ; but of 
course the quantity discharged will be greater with a square 
pipe in the same proportion, as the area of a square is greater 
than that of a circle, or as 1 to - 7854. 

^ Rectangular Pijpea,^* — The same laws apply to rectangular 
pipes : thus a pipe 6 inches by 3 inches has an area of 18, and 
a periphery of 18 also, and |f = 1, which is the same as a 
4-iiich pipe, as we have seen ; therefore a round pipe 4 inches 
diameter will have the same velocity of discharge as a pipe 
4 inches square, or as another 6 inches x 3 inches, and the 
quantities discharged will be in proportion to the areas, or 
12-57, 16, and 18 respectively. 

Say we have a rectangular channel, 40 yards long, 36 inches 
wide, and 18 inches deep, and we require to know the head or 
pressure for a velocity of 6 feet per second. The area is 36 x 
18 = 648, and the periphery 108, and we have 648 -r- 108 = 6, 
which is the same as a pipe 6 x 4 = 24 inches diameter, and 
we can calculate the head as for a round pipe of that diameter. 
A round 24-inch or 2-feet pipe, discharging at the rate of 6 feet 
per second, would deliver 3*14 x 6 x 60 = 1130 cubic feet 

per minute, requiring -000181 x (iaaa ) X 40 = -0077 inch 
head for friction alone. The head for 6 feet velocity by Table 59 
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with '93 for coefficient, is *01 inch of water; the total head 
is therefore *0077 + *01 = *0177 inch of water, and this is 
also the head for a pipe 36 inches by 18 inches, as in onr 



(163.) '* Effect of Bepeaied Enlargements and Contractions,^* — 
It might be supposed, that the effect of enlarging the channel 
would be to diminish friction in discharging a fixed quantity 
of air, and this is true where the velocity has not to be got up 
again ; but where there are repeated and successive contractions 
and enlargements, the head saved in friction by each enlarge- 
ment, may be more tlian compensated by that required for 
getting up the velocity at the next contraction. Let Fig. 113 
represent the rectangular pipe 40 yards loDg, the head for which 
with a velocity of 6 feet per second we have just calculated to 
be '0177 inch of water. 

Let Fig. 114 be a similar pipe, but one having two chambers 
or rooms, A and B, in its course, by which the length of the 
pipe or channel itself, C F, is reduced to one-half or 20 feet. 
The velocity of the air passing through the two rooms is so 
very small, that there will practically be no friction there, so 
that the friction is thus reduced to one-half also. But we found 
that the head at C, due to the air entering the pipe with 6 feet 
velocity, was * 01 ; when the air enters the room A, that velocity 
is lost, and must be got up again for the air entering the next 
contraction at D, to be again lost in B, and got up again at E. 
The head for friction in this case is *0077-f- 2 = *00385, and 
the head for the velocity at 3 places * 01 X 3 = * 03, making a 
total of '00385 -{- '03 = '03385, or about double the head for 
a tmiform pipe ; so far therefore from diminishing the head by 
enlarging the channel at A and B, we have really doubled it in 
this case. It is important to keep this fact in view in cases of 
ventilation, <&c. ; in large buildings, the changes of area in the 
passages are numerous and unavoidable, they are also too com- 
plicated to be calculated, but in the case of the Prison Mazas 
(394), we found that the velocity was thus reduced to *423 of 
the theoretical velocity, and in the Prison of Provins (397), 
to -322. 

(164.) ^^ Discharge of Steam'^ — It is sometimes convenient to 
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estimate the discharge of steam by the horse-power instead of 
by the volume, .although, as we have shown (117), the latter 
is by far the most satisfactory. Admitting that 1 cubic foot of 
water evaporated to steam at any pressure (19) is equal to 1 
nominal horse-power (118), Table 71 gives direct the volume 
of steam per cubic foot of water for the difierent pressures: 
thus, with 45 lbs. steam, we have 439 cubic feet of steam per 
cubic foot of water, or per horse-power. Say that we have 100 
horse-power and a short 4-inch pipe, and require the loss of 
pressure necessary with uniform velocity (166). We have 
439 X 100 -^ 3600 = 12-2 cubic feet per second ; the area of 
the 4-inch pipe is 12 * 56 square inches, which at the contraction 
becomes 12 • 56 x * 7 -7- 144 = • 061 square foot, hence the velo- 
city is 12 • 2 -h • 061 = 200 feet per second, the head due to 
which by the laws of falling bodies is (200 -f- 8)^ = 625 feet, 
which being a column of 46 lbs. steam, is equal to 625 -^ 439 = 
1 • 424 foot of water, or 1 • 424 -r- 2 • 3 = • 619 lb. per square inch ; 
the pressure at entry being 45 lbs., that at the exit end of the 
short pipe will be 45 - • 619 = 44-381 lbs. 

(165.) The pressure thus lost in discharging a fixed volume 
of steam varies inversely as the fourth power of the diameter of 
the orifice, for this reason : the area of a circular orifice, and 
consequently the velocity of efflux with a fixed quantity 
varies as c2^, and as the pressure varies as Y^, the ratio becomes 
^ X V*, or more simply as d^. For instance, if in any particular 
case we reduced the diameter to one-half, the area would be 
reduced to one-fourth, therefore the velocity necessary for a 
fixed quantity must be increased in the ratio 1 to 4, and the 
pressure to generate that velocity, in the ratio 1 to 4^ or 1 to 
16, so that with diameters in the ratio 1 to 2, the pressures are 
in the ratio 1 to 2^ or 1 to 16. The pressure with a 4-inch 
pipe being • 619 lb., that with say a 6-inch pipe will be • 619 x 
4* -f. 6*, or • 619 x 256 -^ 1296 = • 122 lb., &c. 

(166.) " Steam-pipes to Engines" — In applying these rules to 
pipes for steam-engines, it must be observed that the supply 
of steam to an ordinary engine is intermittent, being when 
passing the centre, and a maximum when at the middle of the 
stroke, and that the maximum velocity should be taken in calcu* 
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lating the size of steam-pipe. Thus, an engine of 5 feet stroke 
and 22 revolutions per minute has a mean velocity of 5 x 2 x 
22 = 220 feet per minute ; but when at the centre of the stroke, 
the piston is moving with the velocity of the crank-pin, or 5 x 
8-14 X 22 = 345 feet per minute, instead of 220. It will be 
found that in a common double-acting engine the maximum 
velocity is 1 * 57 times the mean velocity, and with a pair of 
engines having their cranks at right angles the ratio is 1* 11 to 
1 : so that, for instance, one engine of 100 horse-power takes 
steam at the maximum rate of 157 horse-power, and a pair of 
engines, each of 50 horse-power, combined at right angles, takes 
111 horse-power of steam at the maximum speed. Applying 
this to the 4-inch pipe in (164), 100 horse-power with imiform 
velocity would be equivalent to the maximum velocity with a 
single steam-engine of 100 -^ 1*57 = 64 horse-power, or that 
of a pair of engines of the collective power of 100 -^1*11 = 90 
horses. Tables 119 and 120 have been calculated in this way. 

(167.) Table 120 gives the Miction in steam-pipes calculated 
by these rules, with the correction explained in (166) as applied 
to steam-engines where the velocity is variable. This table in 
connection with Table 119 will enable us to calculate easily 
the sizes of steam-pipes in most ordinary cases : the following 
examples will illustrate their application. 

Example 1. — A single engine of 10 horse-power, with a 
l^inch steam-pipe 6 yards long, and 45 lbs. steam, will by 
Table 119 require '704 lb. for velocity at entry, and by Table 
120, • 082 X 6 = • 492 lb. for friction, making a total of • 704 + 
* 492 = 1 * 196 lb. per square inch, so that the pressure available 
for working the engine is reduced to 45 — 1*196 = 43*8 lbs. 
per square inch. 

Example 2. — A single engine of 100 horse-power, with a 5-inch 
pipe 12 yards long, and 25 lbs. steam, will require for velocity 
1-0 lb., and for friction *0554 x 12 = *66 lb., making a total 
of 1*0 + *66 = 1*66 lb., and the pressure at the engine is 
reduced to 25 — 1 * 66 = 23 * 34 lbs. per square inch. 

Example 3. — A pair of low-pressure engines of the collective 
power of 1000 horses, with a 16-inch steam-pipe 10 yards long, 
and 7 lbs. steani in the boiler, will by Table 119 require * 783 lb. 



124 BTBAM-PIFBS TO SNOINBS. 

for velocity, and by Table 120 (say for 1041 horse-power) 
•0238 X 10 = -238 lb. for friction, making a total of -783 + 
*288 = 1*031, say 1 lb. per square inch, thus reducing the 
efifective pressure at the engine to 7 — 1 = 6 lbs. per square 
inch. 

Example 4. — Say that the steam of a 20-horse boiler is used 
for evaporating pans or similar work where the velocity is 
uniform ; then with 25 lbs. steam, and 50 yards of 2-inch pipe, 
Table 119 gives -618 lb. for velocity, and Table 120, -0779 x 
50 = 3-9 lbs. for friction, making a total of -618 + 3-9 = 
4*518 lbs., and the pressure is reduced to 25 — 4*5 = 20*5 lbs. 
per square inch. 

(168.) When the diameter of the piston, &c., is known, it is 
better to calculate for the volume of steam rather than by the 
horse-power (117). Thus, say we have an engine with 24-inch 
cylinder, 4 feet stroke, making 30 revolutions per minute, the 
steam-pipe being 4 inches diameter, 20 yards long, and the 
pressure of steam in the boiler 25 lbs. per square inch. 

The maximum velocity of the piston is that of the crank-pin, 
or 4 X 3 * 14 X 30 = 377 feet per minute = 6*3 feet per second, 
which with a 4-inch pipe becomes 6 * 3 x 24* -^ 4* = 226 feet 
per second, or with * 7 for coefficient, 226 -J- • 7 = 323 feet per 
second in the contraction at entry (153), the head due to which 
is (323 -T- 8)* = 1632 feet of 25 lbs. steam, and the volume of 
steam at that pressure being by Table 71 = 644 times that of 
water, we have 1632-^644 = 2*53 feet of water, or 2*53-^2*8 
r= 1 * 1 lb. per square inch as the pressure due to velocity only. 

Then the area of the piston being 3 * 14 square feet, we have 

3*14 X 377 =1184 cubic feet per minute as the maximwn 

quantity passing through the pipe, and by Table 61 we shall 

/1184\2 
have for friction alone * 000507 x (-Jaq-J X 20 = 1*42 lb. 

per square inch, which added to the head due to velocity 
makes the total loss of pressure 1*1 + 1*42 = 2*52 lbs. per 
square inch, and the efifective pressure at the engine is reduced 
to 25 — 2*52 = 22*48 lbs. per square inch. 
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CHAPTEB V. 



OHIKNETS. 

(169.) " Chimneys to Steam-boilers." — The case of a chimney 
is analogons to that in (147) and (150), where we had two 
columns of equal height but unequal density, and we found 
that the velocity was that due to the reduced difference of the 
two columns. It has been shown in (100) that the tempera- 
ture of the air, &c., in well-arranged steam-boiler chimneys is 
about 550"", and by Table 24 it wiU be found that at that 
temperature the density of air is almost exactly one-half of the 
density at 62°, and we have, as in Fig. 35, a column of air 
in the chimney, say 80 feet high, weighing only half as much 
as the same height of external air, and motion will ensue as 
in (150) with a velocity due to 80 - 40 = 40 feet head. For 
the purposes of calculation this head may be represented in 
inches of water, thus the density of air at 62^ being ^^th that 
of water, and at 552^ ttttt^^) ^ column 80 feet or 960 inches 

high will be equsd to ^^ =1*17 and ^^Ta ~ '^^^ ^^^^ 

oA\j X04:U 

respectively, and the difference is 1 ' 17 — * 585 = * 585 inch of 
water, see (221). 

Assuming a fixed or standard temperature for the chimney 
at 552°, we have in Table 62 the equivalent differences of 

Table 62. — Of the Dbaught Powebs of Chimneys, &c., with the 
Internal Air at 552°, and External Air at 62°, and with the Damper 
nearly closed. 



ffTiftlght 

Ohlmnejr 
In Feet. 



10 
20 
80 
40 
50 
60 
70 



Draught 

Power 

in 

Inches of 

Water. 

•073 
•146 
•219 
•292 
•365 
•438 
•511 



Theoretical Velocity 
in Feet per Second. 



Cold Air 
Entering. 

17-8 
25-3 
31-0 
35-7 
40-0 
43-8 
47-3 



Hot Air 
at Exit. 

35 6 
50-6 
62-0 
71-4 
80-0 
87-6 
94-6 



Height 

of 
Chimney 
in Feet. 



80 
90 
100 
120 
150 
175 
200 



Dranght 

Power 

in 

Inches of 
Water. 



•585 
•657 
780 
'876 
•095 
277 
•460 



Theoretical Velocity 
in Feet i>er Second. 



Cold Air 
Entering. 



50- 

53 

56' 

62' 

69' 

74' 

80' 



6 

7 
5 

3 
8 




Hot Air 
at Exit. 



101-2 

107-4 

113 

124-0 

188 

149 

160 



6 
6 
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pressure in inches of water, by which we may calcnlate the 
velocities, &c., by the rules and Tables 59, 61, &c., &c. 

We allowed in (98) 300 cubic feet of air at 62° per pound 
of coal ; in passing iiirough the fire this is highly heated and 
it leaves at 1200°, and is expanded to about d^ times its former 
volume (Table 24) ; from thence to the chimney it is progres- 
sively cooled to 552°, and becomes reduced to double its 
normal volume, or to 600 cubic feet. If we allow 10 lbs. of 
coal per horse-power, we Lave to pass 6000 cubic feet up the 
chimney per horse-power per hour. 

(170.) " Bound Chimneys" — Say we require the power of a 
chimney 80 feet high, 2 feet 9 inches diameter, attached to 
steam-boilers 30 feet long, having flues the same area as the 
chimney, and say 100 feet long in circuit from furnace to base 
of chimney. It will be seen that we have to determine the 
discharge of a pipe 180 feet or 60 yards long, 2 feet 9 inches 
diameter, with a head of * 585 inch of water by Table 62 and 
(169). We must assume a discharge as in (158), say 100 
horse-power or 100 x 6000 -7- 60 = 10000 cubic feet per minute, 
which by Table 61 will require -003685 x 60 = -2211 inch 
of water for friction alone; we have to add to this the head 
due to velocity. The diameter being 2*75 feet, we have an 
area of 5 - 94 feet, and as we have 10000 >^ 60 = 167 cubic 
feet per second, the velocity will be 167 -r 5*94 = 28 feet per 
second, which by Table 59, with *93 coefficient, is due to a 
head of '2 inch of water, and the total head for 100 horse- 
power is '2211-1- '2 = '4211 inch of water. We have, how- 
ever, '585 inch at disposal, and by (158) or (161) this will 

100 X V "^585 100 X -765 ..^ . 

be equal to — or ^ttk — = 118 horse-power- 

V 4:211 '649 ^ 

A chimney of these dimensions is working well at Dartford, 
the consumption of coal being 10 cwt. per hour, which allow- 
ing 10 lbs. per horse-power, as we assumed in (169), is equal 
to 1120 -T- 10 = 112 horse-power. 

(171.) " Square Chimneys" — K the chimney we have just 
considered had been square, the horse-power would have been 
greater in the simple proportion of the areas of a square to a 
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circle, see (162). The velocity of discharge is the same in 
both cases, and the quantity discharged is proportional to the 
lefipeddye areas, or as *7854 to 1; in onr example (170), a 
square chimney would have been equal to 118 4- * 7854 = 150 
horse-power. 

(172.) We shall assume a constant length of circuit of flues 
at 100 feet; this will be too great for small boilers, but the 
only effect will be to make the chimney rather too powerful 
for such cases. It is expedient to allow a margin for unfore- 
seen contingencies, and to give an excess of power in all cases ; 
the damper can be regulated so as to obviate any mischievous 
results from the admission of an excess of air (108). We have 
calculated Table 68 on these principles, giving the power 
throughout at 75 per cent, of the maximum calculated power, 
thus allowing 25 per cent, for margin. 

Figs. 44 to 46 give elevations of common chimneys of 40, 
60, and 80 feet height; care should be taken not to contract 
the channel at the points B, 0, D, to less area than the outlet 
A at the top. Mortar should be used for the most part, 
because cement is destroyed by a strong heat; the 4^-inch 
work at the top, however, should be in good cement ; with so 
thin a wall the heat is rapidly carried off by the external air, 
and the cement will not be injured. With steam-boilers the 
heat of the air should not exceed 600° (100), and ordinary 
stock-bricks will stand that temperature well, but with rever- 
beratory and other brick furnaces (87), the air is at a tem- 
perature of about 2250°, and for such cases the chimney should 
be lined with flre-brick throughout, and as the cohesion of 
mortar is soon destroyed with such high temperatures, there 
should be wrought-iron bands round the outside at regular 
distances from top to bottom. In ordinary chimneys hoop-iron 
should be built into the brickwork every few courses to form 
a bond ; and a lightning conductor should not be omitted. 

(173.) " Effect of Long and Short Flues^^The effect of dif- 
ferent lengl^ of flue is shown by Table 64, in which we 
have taken as an example a chimney 60 feet high and 2 feet 
9 inches square, which by Table 68 with an ordinary flue 
100 feet long, is equal to 100 horse-power; it will be seen 
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that with a flae of one-half the length, or 60 feet, the power 
is increased to 107*6 horse-power only, and that with a flue 
1000 feet long, the power is rednced to one-half nearly. This 
may be applied to other cases ; say we required a chimney of 
150 horse-power, with a flue 1000 feet long (from furnace to 
chinmey), this would be equal to 150 -7- * 514 = 300 horse-power 
in Table 63, and might be 120 feet high and 4 feet square. 
Again, a chimney of 50 horse-power, with a flue 400 feet long, 
must be equal to 50-t- '708 = 70 horse-power, in Table 63, 
and may be 80 feet high, and either 2 feet 6 inches round, or 
2 fset 3 inches square, &c., &o. 



Table 64.— Of the Powee of a Chimney 60 feet high, 2 feet 9 inches 

square, with Flues of different Lengths. 




Length of 
^Flne in Feet. 


Horae-power. 


j Length of 
j Flue in Feet. 


Horse-power. 




- 


50 

100 . 
200 
400 
600 


107-6 

100-0 

85-3 

70-8 

62-5 


800 
1000 
1500 
2000 
3000 


56-1 
51-4 
43-3 
38-2 
31-7 





(174.) ^^ Effect of Internal Temperature in Ghimneys" — The 
discharging power of a chinmey increases with increase of in 
temal temperature, but not to an unlimited extent, for while the 
draught power increases, so does the volume of air due to a 
given weight increase by expansion, and the result is that the 
weight of air discharged attains a Tnaximum at a certain tem- 
perature, and an increase beyond that point results in a diminu- 
tion of effect. 

This temperature is 525^ according to P6clet, but this is true 
only for cases such as a reverberatory furnace, where the fire 
escapes direct into the chimney, and the flue being very short, 
Motion may be neglected, and the whole power of the chimney 
is expended in generating velocity. Table 65 shows in col. 6 
that the velocity, and therefore the toeight of cold air, is then a 
itiftTimnTn at 582 — 62 = 522^ above the external air. But the 
weight of air necessary to carry off the heat (84), increases 

K 
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rapidly as the temperature is reduced, as shown by col. 8, and as 
a result, the power of the chimney as measured by the consump- 
tion of fuel, increases with the temperature throughout, col. 9. 

Table 66. — Of the Power, with different Intebnal Temperatures, 
of a Chimney 32 feet high, with a very short Flue, as in Reverbera- 
tory and other Furnaces : External Air 62°. 



Volume 
of Air 


Tempi 

of Air 

in the 

Chimjiey. 


Draught in Xnches of 
Water. 


Velocity of Air In 
Feet per Seconds 


Pounds 
of Air 
per lb. 
ofCoaL 


Pounds of 

Goal per 

Sq. Foot of 

Chimney 

per Hour. 


in the 

Chimney: 

fixtemal 

Air 

= 10. 


For 

Velocity of 

Gold Air 

at Entry. 


For Extra 

Velocity of 

Hot Air 

at Exit. 


TotaL 


Gold 
Air at 
Entry. 


Hot Air 

at 

Exit. 


1-25 

1-5 

1-75 

200 

2-25 

30 

40 

50 

(1) 


o 

192 

322 

452 

582 

712 

1102 

1622 

2142 

(2) 


•0891 
•1328 
•1514 
•1570 
•1530 
•1337 
•1080 
•0890 

(3) 


•0045 
•0222 
•0486 
•0790 
•1070 
•1783 
•2430 
•2850 

(4) 


•0936 

•155 

•200 

•236 

•260 

•312 

•351 

•374 

(5) 


19-73 
24^10 
25^72 
26^30 
25-99 
24-18 
21-70 
19-75 
(6) 


24-69 
36-15 
45 00 
52-60 
58*44 
72-50 
86-90 
98-75 

a) 


400 

200 

133 

100 

80 

50 

33 

25 

(8) 


14 

33 

53 

72 

89 

133 

178 

217 

(9) 



(175.) With chimneys to steam-boilers, the friction of the 
long flues must be considered as well as the head due to velocity, 
the result being that the maximum effect is attained when the 
volume of the internal air is between three and four times that 
of the external air, as shown by col. 5 of Table 66. If we admit 
3^ as the relative volume, the temperature would be about 1300° 
by Table 24 ; but with such a high temperature there would be 
an enormous loss of useful effect, and the power of the chimney 
would be only 116 -7- 107 = 1*085, or 8*5 per cent, great^ 
than with double volume, which experience has shown (100) to 
be the best in practice. The table shows, however, that a 
variation of 130^ either way has little influence on the power of 
the chimney ; thus with volume If we have 100 -r- 107 = • 9346, 
or '0654 = 6*54 per cent, less, and with volume 2^, 112 -f- 107 
= 1*047, or 4*7 per cent, greater power than with volume 2« 

CoL 5 of Table 66 gives the ratio of the power of the chimney 
at the different internal temperatures ; and coL 6, the maaAmum 
172) consumption of fuel per square foot. 
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Table 66.-^f the Poweb, with different Intebnal Temfebatubes, 
of a Ghhiney 80 feet high, 2 feet 9 inches diameter, with a Flue of 
the same Area 100 feet long from Furnace to Foot of Chimney. 



Volume of 


Temperature of 


Draught of 

Chimney 

Inlndhesof 

Water. 


Ratio of 

the Power 

at different 

Temperatures. 


Fbundsof 

Goal per 

Square Toot 

of Chimney 

per Hour. 


Air in the 

Ohimn^: 

KxtemalAir 

= 1*0. 


Air in the 
Ghimo^ 
and line. 


Eztemal 
Air. 


• 

125 

1-5 

1-75 

2^00 

2-25 

30 

4^0 

5*0 

(1) 


o 

192 

322 

452 

582 

712 

1102 

1622 

2142 

(«) 


o 

62 

62 

62 

62 

62 

62 

62 

62 

C3) 


•234 
•390 
•500 
•585 
•650 
•780 
•890 
•926 


71 
89 
100 
107 
112 
116 
116 
114 

(B) 


120 
150 
168 
180 
188 
195 
195 
192 
(6) 



CHAPTEB VI. 



ON VAPOUBS. 

(176.) " Elastic Force of Fopottr."— Let Fig. 57 be a baro- 
meter with a large chamber A, one cubic foot in capacity, and 
let the bore of the tube be very small, so that its capacity may 
be regarded as infinitely small compared with that of the cham- 
ber ; the space A will tihen be a perfect vacaimi, and the height 
of the eolmnn of mercury at ordinary atmospheric pressure will 
be say 80 inches. Now if a few drops of water be introduced 
into Ay vapour will instantly be formed from it, filling the 
chamber and depressing the column B say to G, the amount of 
ihia depression will depend on the temperature of A ; by adding 
merouiy at until that column is raised say to D, the column 
B may be restored to its former leveL Now the height of the 
column B was the measure of the atmospheric pressure, and 
as that is supposed to be constant, it is evident that a pressure 
equal to D is exerted by the vapour in the chamber A ; thus 
if D is 1 inch, D B will then be 29 inches only, and as 80 is 
required to balance the atmospheric pressure, the rest must have 

K 2 
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Tabls 67.— Of the El*9TI0 Foeci of Vapoub of Watbb in rocheB of 
Hercuiyi calcnlaled from the Experinibnta -of BsaNAnLT. 



Temp. F 


roe in 


T 


rceto 


T«np 


Force Id 


T«ap. 


Fo^ln 


Tfmp 


FnrwlB 




clies. 


F™f!' h, 


ch=.. 


F>lir, 






IndiB. 


Fflhr. 


Ineliei 





044 


a 


288 


88 


1-323 


132 


4 '752 


176 


13-96 




046 


45 


299 






306 


133 


4-881 


177 


14-23 


2 


048 


4G 


311 


90 




401 


134 


5 ■012 


178 


14-60 




050 


17 




9! 




455 


135 


5 ■146 


179 




4 


052 


18 


335 






501 


136 


5-283 


180 


15-27 


5 


054 


19 


31S 


93 




548 


187 


5-423 


181 


15-61 


6 


057 


50 


361 


91 




596 


188 


5-565 


182 


15-96 


7 


060 


51 


374 


95 




646 


139 


5-710 




16-32 


8 


062 


52 


388 


<>& 




697 


140 


5-858 


184 


16-68 


9 


0115 


53 


403 


97 




751 


141 


6-OJO 


185 


17-05 


10 


068 


SI 


418 


08 




S06 


142 


6-165 


186 


17-42 


11 


071 


55 


433 


99 




862 


113 


e-324 


187 


17-81 


12 


074 


56 


449 


100 




918 


144 


6-488 


188 


18-20 


13 


078 


57 


465 


101 




976 


145 


6-655 


189 


18-60 


14 


082 


58 


482 


102 


2 




146 


6-825 


190 


19-01 


15 


086 


50 


500 




2 


098 


147 


7-000 


191 


19-42 


16 


090 


60 


518 


104 




162 


148 


7-177 


192 


19-83 


17 


091 


61 


537 


105 


2 


227 


119 


7-360 


193 


20-26 


IS 


098 


ca 


556 


106 


S 




150 


7-546 


194 


20-68 


19 


lOB 




S76 


107 


2 


361 


151 


7-736 


195 


21-12 


20 


108 


64 


596 


108 


2 


431 


152 


7-930 


196 


21-57 


21 


lis 


65 


617 


109 


2 


503 


153 


8-128 


197 


22-03 


22 


118 


66 




110 


2 


577 


151 


8-330 


198 


22-50 


53 


128 


67 


661 




2 


(J53 


155 




199 


22-97 


21 


isg 


68 


685 




2 


731 


156 


8-746 


200 


23-46 


25 


135 




708 




2 


811 


157 


8-960 


201 


23-05 


26 


141 


70 


733 




2 


893 


158 


9-177 


202 


21-45 


27 


1*7 


71 


759 




2 


977 


159 


9-400 


203 


21-95 


28 


153 


72 


785 




3 


063 


160 




204 


25-17 


£9 


ItiO 


73 


812 




3 


151 


161 


9-861 


205 


26-00 


30 


167 


74 


840 


118 


3 


211 


162 


10-099 


206 


20-53 


31 


171 


75 




119 


3 


333 


1G3 


10-342 


207 


27-08 


32 


181 


76 


897 


120 


8 


427 


164 


10-590 


208 


27-64 


33 


188 


77 


927 


121 


3 




165 


10-813 


209 


28-19 


81 


196 


78 


958 


122 


3 




166 


U-101 


210 


28-76 


35 


204 


79 


990 


123 


3 


721 


167 


11-36 


211 


29-31 


S6 


212 


60 1 


023 


124 




S24 


168 


11-63 


212 


29-92 


S7 


220 


81 1 


057 


125 


3 


930 


169 


11-90 


213 


30-52 




229 


82 1 


092 


126 






170 


12-18 


214 


31-13 


39 


238 


83 1 


128 


127 




151 


171 


12-46 


215 


31-75 


40 


247 


81 1 


165 


128 




265 


172 


12-75 


216 


32-38 


41 


257 


85 1 


203 


129 




382 


173 


13-05 


217 


33-02 


42 


267 


86 1 


242 






502 


174 


13-35 


218 


33-67 


43 


277 


87 1 


282 


■'■ 




025 


175 


13-66 


219 


34-33 
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Table Q7,—-contintied. 



1 

Temp.| Force In 


Teriip. 


Force in 


Temp. 


Force In 


Temp. 


Force in 


Temp. 


Force in 


Fahr. Inches. 

1 


Fahr. 


Inches. 


Fahr. 


Inches. 


Fahr. 


Inches. 


Fahr. 


Inches. 


o 

220 


35-01 


o 

266 


79-93 


o 

312 


163-2 


358 


304-7 


o 

404 


527-6 


221 


35 


-68 


2G7 


81-27 


313 


165 


•6 


359 


308 


'6 


405 


533-5 


222 


36 


'37 


268 


82-63 


314 


168 


•0 


360 


312 


6 


; 406 


539-5 


223 


37 


•08 


269 


84 01 


315 


170 


•5 


361 


316 


'5 


407 


545-5 


224 


37 


•80 


270 


85-41 


316 


172 


•9 


362 


320 


5 


408 


551-6 


225 


38 


•53 


271 


86-83 


317 


175 


•4 


363 


324 


'6 


409 


557-7 


226 


39 


'27 


272 


88-26 


318 


177 


9 


364 


328' 


7 


410 


563-9 


227 


40 


■02 


273 


89-72 


819 


180 


5 


365 


332 


'8 


411 


570-1 


228 


40 


•79 


274 


91-18 


320 


183 


1 


366 


336- 


•9 


412 


576-4 


229 


41 


•56 


275 


92-67 


321 


185 


'7 


367 


341 


2 


413 


582-8 


230 


42 


•34 


276 


94-18 


322 


188 


'3 


368 


345 


4 


414 


589-2 


281 


43 


•14 


277 


95-72 


323 


191 


•0 


369 


349 


•7 : 


415 


595-7 


232 


43 


•95 


278 


97-27 


324 


193 


•7 


370 


354' 





416 


602-2 


233 


44 


•78 


279 


98-84 


325 


196 


•4 


371 


358' 


4 


417 


608-8 


234 


45 


•62 


280 


100-4 


3-26 


199- 


'2 


872 


862 


'8 i 


418 


615-4 


235 


46 


•47 


281 


102-0 


327 


201' 


'9 


373 


367' 


2 


419 


622-1 


236 


47 


32 


282 


103-6 


328 


204 


'8 


374 


371' 


'8 : 


420 


628-8 


287 


48" 


•20 


283 


105-3 


329 


207 


'6 


375 


376' 


3 


421 


635-6 


238 


49- 


•08 


284 


107-0 


330 


210 


5 


376 


380' 


'9 


422 


642-5 


239 


49- 


•98 


285 


108-7 


331 


213 


4 


377 


385 


5 

1 


423 


649-4 


240 


50 


•89 


286 


110-4 


332 


216 


'4 


378 


390' 


1 

2 


424 


656-3 


241 


51 


•83 


287 


112-1 


333 


219 


'4 


379 


394' 


9 


425 


663-3 


242 


52 


'77 


288 


113-9 


334 


222 


'4 


380 


399' 


6 


426 


670-4 


243 


53 


•72 


2^9 


115-7 


335 


225 


'4 


381 


404' 


4 


427 


677-5 


244 


54 


•69 


290 


117-5 


336 


228' 


5 


382 


409' 


3 


428 


684-7 


245 


55 


68 


291 


119-3 


337 


231 


6 


383 


414* 


1 


429 


691-9 


246 


56 


'68 


292 


121-2 


338 


234' 


'7 


384 


419' 





430 


699-2 


247 


57- 


69 


293 


123-0 


339 


237 


'8 


385 


424' 





431 


706-5 


248 


58 


71 


294 


124-9 


340 


241' 


1 


386 


429' 





432 


713-9 


249 


59' 


75 


295 


126-8 


341 


244' 


3 


387 


434 


1 


483 


721-4 


250 


60 


•81 


296 


128-8 


342 


247' 


6 


388 


439' 


2 


434 


728-9 


251 


61 


'89 


297 


130-7 


343 


250' 


9 


389 


444' 


4 


435 


736-5 


252 


62 


'98 


298 


132-7 


344 


254' 


3 


390 


449- 


6 


486 


744-Jl 


253 


64 


09 


299 


134-7 


345 


257* 


6 


391 


454' 


9 


437 


751-8 


254 


65 


21 


300 


136-8 


346 


261 


1 


392 


460' 


2 


438 


759-6 


255 


66 


'35 


301 


138-9 


347 


264' 


5 


393 


465' 


5 


439 


767-4 


256 


67' 


50 


302 


141-0 


348 


268' 





394 


470' 


9 


440 


775-3 


257 


68 


'66 


303 


143-1 


349 


271' 


5 


395 


476' 


4 


441 


783-2 


258 


69 


'85 


304 


145-2 


350 


275' 





396 


481- 


9 


442 


791-2 


259 


71 


05 


305 


147-4 


851 


278' 


6 


397 


487' 


4 


443 


799-3 


260 


72 


'27 


306 


149-6 


352 


282' 


3 


398 


493' 





444 


807-4 


261 


73 


50 


307 


151-8 


353 


285 


9 


399 


498- 


7 


445 


815-6 


262 


74' 


'76 


308 


154-0 


354 


289' 


6 


400 


504' 


4 


446 


823-9 


263 


76' 


03 


309 


156-3 


355 


293' 


4 


401 


610' 


1 


447 


832-2 


264 


77' 


31 


310 


158-6 


356 


297' 


1 


402 


515- 


9 


448 


840-6 


265 


78-62 


311 


160-9 


357 

1 • 


300-9 


403 


521-7 


449 


849-0 



184 MIXTUBES OF VAPOUR AND AIB. 

been made up by the pressure of the vapour in A, and is equal 
in this case to 1 inch of mercury. The experiments of Begnault 
give the elasticities or pressure of vapour of water at different 
temperatures as in Table 67 and in column 4 of Table 68 ; thus 
at 212° the boiling point of water, column C, would have been 
raised to E, at the same level as B, showing that at that tempe- 
rature the elastic force of vapour is equal to that of the atmo- 
sphere. 

(177.) The weight of water contained in the vapour may now 
be calculated; the experiments of Begnault and Despretz have 
shown that the weight of a given volume of vapour of water is 
* 623, or nearly f the weight of the same volume of air at the 
same temperature and pressure. (See Table 89.) Thus at 182^, 
the weight of a cubic foot of dry air at atmospheric pressure is 
given by column 8 of Table 68 at *0671 lb., but the force of 
vapour at 182° is 4 * 752 inches of mercury, under which pressure 
air would weigh -0671 x 4-752 -r 29-921 = -010656 lb. only, 
therefore a cubic foot of vapour will be -010656 x '628 = 
- 006689 lb., and thus has been calculated column 7 of Table 68. 

(178.) " Mixtures of Vapour and AtrJ* — By opening the cock 
at F we may admit the atmospheric air ; if the space A, Fig. 57$ 
had been a vacuum we should of course have then a cubic foot 
of dry air there, whose weight is given by column 8 in Table 
68, but vapour being present, less than a cubic foot will be 
required. Say we take the case in which the elastic force of the 
vapour is 15 inches, or about half that of the atmosphere. If 
we assume that the relative volumes and densities of vapour 
follow the law of Marriotte (29) as dry air and gases do (which 
is not a fact, but the correctness of our deduction will not be 
aifected in this case), we shall have a cubic foot of vapour at 15 
inches pressure or elastic force, and if a piston were fitted into 
the cube, as at Fig. 58, and forced to descend from A to B, the 
pressure would increase from 15 inches at A to 30 inches at B, 
and the cubic foot of vapour would of course be reduced to half 
a cubic foot, its density being doubled and its elastic force 
increased to that of the atmosphere, also the space C above the 
piston would be a vacuum ; if now the cock F were opened, the 
air would fill the vacant half cubic foot, and the piston being 
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removed the two would intermix with one another, but the rela- 
tive weights would not be altered, the vapour would return to 
its normal volume and pressure of 15 inches of mercury, and the 
air being dilated to double its normal volmne and reduced to half 
its normal density and pressure, or to 15 inches of mercury aLso. 

In all cases the sum of the elastic forces of the vapour and air 
will be equal to the atmospheric pressure, the vapour taking 
always the force due to its temperature as per column 4 in 
Table 68, and the air making up the complement, as in col. 5. 

(179.) Returning to our former illustration: — at 132^ the 
vapour had a force of 4*752 inches, the pressure of the air in 
that case therefore must be 29*921 - 4*752 = 25*169 inches^ 
and a cubic foot of air at that density would weigh * 0671 x 
25*169 -^ 29*921 = *0564 lb., and thus column 6 in Table 68 
has been calculated. The total weight will of course be the 
sum of the separate weights or * 006639 4- * 0564 = '068039 lb., 
so that a pound of saturated air will contain * 006689 -r * 0564 = 
'11771 lb. of vapour, and a pound of vapour will saturate 
*0564-f- *006689 = 8*49 lbs. of dry air, and so of the rest as 
per columns 8, 9, and 10, in Table 68. 

(180.) We assumed in (178), for the purpose of illustration, 
that vapour was subject to the law of Marriotte, and could be 
reduced to half its normal volmne by doubling the pressure ; 
but, in fact, the elastic force of vapour can never exceed that 
due to its temperature (55) as given by Table 67, and the effect 
of compressing it is not to increase its pressure, but to cause the 
surplus vapour to be condensed, that which remains retaining 
the pressure or elastic force due to it. The effect of mixing 
vapour with dry air is shown by (79). 

(181.) " Vapour in the Atmosphere*^ — The amount of vapour 
in the atmosphere varies exceedingly with the climate and the 
seasons. The air in nature is never perfectly dry : with the 
greatest dryness on record in this country the air still retained 
23 per cent, of the vapour that would saturate it. In winter the 
air is frequently quite saturated with moisture : when it con- 
tains more than 85 per cent, we consider it damp ; 65 per cent., 
moderately dry ; 50 per cent., dry ; 35 per cent., very dry ; and 
25 per cent., extremely dry. 
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Table 69 gives the mean hnmidity of the air thronghont the 
year at Ozeenwich, Halle in Germany, and Madrid ; these last 
may be taken as typical of central and southern Europe respec- 
tiyely. This table shows that in this country June is the dryest 
month of the year, holding at mid-day when the air is the 
diyest 58 per cent, of the moisture that would saturate it, &o. 
In summer the hour of greatest dryness is between 2 and 3 p.m., 
and in winter between 1 and 2 p.m. The hour of greatest damp- 
ness is in summer between 4 and 5 a.m., and in winter between 
6 and 7 am. The table also shows that in this country, the 
mean dryness of the whole year, taken day and night, is 
82 per cent., that of the day being 76 per cent, and of mid- 
day 72 per cent, of the vapour that would saturate the air. 

Table 69.--0f the Humidity of the Air. 



Moofb. 



Greenwich. 



Mean 

of the 

24hoan. 



Mean of the Day. 



Between 

9 AJC. and 

6PJC. 



Between 
2aQd3F.x. 



Halle. 



Madrid. 



Mean of the 24 hours. 







Mean Humidity : Saturation — 100. 




January •• .. 


89 


86 


84 


86 


84 


Febmary .. .. 


85 


85 


81 


81 


72 


March 


82 


79 


75 


77 


66 


April 

May 


79 


68 


64 


71 


57 


76 


71 


66 


69 


• • 


Jmie .. .. 


74 


62 


58 


71 


56 


July 


76 


67 


63 


68 


44 


August .. .. 


77 


70 


66 


66 


45 


September 


81 


76 


68 


73 


56 


October .. .. 


87 


81 


76 


79 


80 


NoTember.. .. 


89 


86 


85 


86 


78 


December .. .. 


89 


86 


84 


87 


85 


Year 


82 


76 


72 


76 


66 



(182.) " Hygrometry.** — The best and most convenient mode 
of estimating the dryness of the air is by the dry and wet-bulb 
hygrometer, which consists of a pair of thermometers, one of 
which has its bulb covered with muslin kept continually wet by 
a filament of thread leading to a small vessel of water, and 



acting by capillary Bttrootion; the othei having its bulb dty 
in the luoal way. The effect of the evaporation is to lover Uie 
temperatnre (193), and the amount of oold prodnoed, dapendii^ 
on the amoimt of vapour present in the ambient air, indicates 
the dryness of the air as shown by Table 70. With t, moderate 
temperature of the air, say 62°, 2° of cold or less indicates that 
the air is damp; 6° moderate dryness; 10° would show that 
the air is dry; 15° very dry; and 20°, estremely dry. In an 
inhabited room &om 6° to 8° of oold, or of difEerenoe of the dry 
and wet bulbs will indicate a pleasant and healthfnl degree of 
humidity. The philosophy of this method of finding the dryness 
of the air is shown in (198). 
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(183.) " Steam," — When the elastic force of vapour of water 
exceeds the pressure of the atmosphere it reoeiTes nsnally the 
name of " steam," and becomes one of the most nseful meoha^ 
nioal agents that we have. Table 71 gives the elastio force of 
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Table 71. — Of the Tempebatubb and Yolxtme of Steam at different 
Fbessubes, calculated from the Experiments of Eegnault, &c. 



Fl'eoonre 
above the 

Atmo- 
■pbere Id 

dq. IndL 


Temp. 
Fahr. 


Cubic Feet 
of Steam 
from One 

Cubic Foot 
of Water. 


Pressure 
above the 
Atmo- 
sphere in 
Lbs. per 
Sq. Inch. 


Temp. 
Fahr. 


Cubic Feet 
of Steam 
from One 

Cubic Foot 
of Water. 


Pressure 
above the 
Atmo- 
roherein 
Lbs. per 
Sq.Inch. 


Temp. 
Fahr. 


Cubic Feet 
of Steam 
from One 

Cubic Foot 
of Water. 





212 


1640 


44 


o 
291 


446 


88 


330 


264 


1 


215 


1544 


45 


292 


439 


89 


11 


261 


2 


219 


1456 


46 • 


294 


432 


90 


331 


258 


8 


222 


1378 


47 


295 


426 


91 


332 


256 


4 


224 


1310 


48 


296 


419 


92 


333 


254 


• 5 


227 


1247 


49 


297 


413 


93 


jy 


252 


6 


230 


1190 


50 


298 


407 


94 


334 


250 


7 


232 


1138 


51 


299 


401 


95 


» 


248 


8 


235 


1089 


52 


300 


394 


96 


335 


246 


9 


237 


1048 


53 


301 


387 


97 


336 


244 


10 


239 


1008 


54 


302 


384 


98 


» 


; 242 


11 


241 


969 


55 


303 


379 


99 


337 


240 


12 


244 


936 


56 


304 


374 


100 


338 


238 


13 


246 


904 


57 


305 


369 


102 


339 


234 


14 


248 


875 


58 


»> 


364 


104 


340 


230 


15 


250 


846 


59 


306 


360 


105 


341 


228 


16 


252 


820 


60 


307 


355 


106 


342 


226 


17 


253 


796 


61 


308 


350 


108 


343 


223 


18 


255 


774 


62 


309 


346 


110 


344 


220 


19 


257 


743 


63 


310 


342 


115 


347 


212 


20 


259 


732 


64 


311 


338 


120 


350 


203 


21 


260 


713 


65 


312 


334 


125 


353 


197 


22 


262 


694 


66 


313 


330 


130 


355 


190 


23 


264 


676 


67 


314 


326 


135 


358 


184 


24 


265 


660 


68 


»> 


322 


140 


361 


179 


25 


267 


644 


69 


315 


319 


145 


363 


174 


26 


268 


630 


70 


316 


315 


150 


366 


169 


27 


270 


615 


71 


317 


312 


160 


370 


159 


28 


271 


602 


72 


318 


309 


170 


375 


151 


29 


272 


589 


73 


» 


306 


180 


380 


144 


30 


274 


576 


74 


319 


302 


190 


384 


138 


31 


275 


564 


75 


320 


299 


200 


388 


132 


32 


277 


553 


76 


321 


296 


210 


392 


126 


33 


278 


542 


77 


322 


293 


220 


396 


121 


34 


279 


532 


78 


>» 


290 


230 


399 


116 


35 


281 


521 


79 


323 


287 


240 


403 


112 


36 


282 


512 


80 


324 


284 


250 


406 


108 


37 


283 


503 


81 


325 


282 


260 


409 


104 


38 


284 


494 


82 


» 


279 


270 


413 


101 


89 


285 


485 


83 


326 


276 


280 


416 


98 


40 


286 


476 


84 


327 


273 


290 


419 


95 


41 


288 


468 


85 


328 


271 


300 


422 


91 


42 


289 


460 


86 


11 


268 








43 


290 


453 


87 


329 


266 
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steam at different tempeiatnreB, not in inches of mercnzy above 
a vacunm as in Table 67, bnt in pounds per square inch above 
atmosphere, in order to adapt it to practice, and the volume of 
steam per cubic foot of water at different pressures is given lor 
the same purpose. 

(184.) " The Elastic Force of Vapour of Alcohol, <]&o."— We 
have so fiEtr considered only the force of vapour of water ; that 
of other liquids is very different, as shown by Table 72 ; thus 
while at 212° the force of vapour of water is just equal to that 
of the atmosphere, alcohol gives 2*2 atmospheres, ether 6*5 
atmospheres above vacuum, <&c., &c. 



Table 72.— Of the Elastic Fobce of the Vapotjb of Alcohol, Ether, 
&c., &c., in Inches of Mercury, from the Experiments of Regnault. 



Temp. 
Fahr. 


Water. 


Alcohol. 


Ether. 


OUof 
Tmpeutlne. 


Sulphuret 
of OEu-bon. 


Ghlorofonn. 


-^4 


•036 


•130 


2-724 


• • 


• • 


. • 


+14 


•082 


•256 


4-457 


• • 


8-110 


• • 


82 


•181 


-500 


7-177 


•082 


5-012 


• • 


50 


•361 


•949 


10-100 


. -091 


7-846 


5-133 


68 


•685 


1-732 


17-118 


•169 


11-740 


7-488 


86 


1-242 


3-087 


25-079 


•276 


17-110 


10-870 


104 


2-162 


5-279 


35-968 


•441 


24-311 


14-831 


122 


3-621 


8-673 


49-921 


•677 


33-571 


20-642 


140 


5-858 


13-780 


68-122 


1^059 


45-772 


29-055 


158 


9 •IT? 


21-228 


90-925 


1-649 


60-982 


88-433 


176 


13^962 


32-000 


118-600 


2-409 


88-941 


53-850 


194 


20-687 


47-866 


153-504 


3-583 


112-035 


71-319 


212 


29-921 


66-338 


193-717 


5-311 


130-760 


92-701 


230 


42-337 


92-591 


246-024 


7-374 


162-846 


118-913 


248 


58-712 


126-291 


• • 


10-118 


201-638 


150-315 


266 


79-932 


170-520 


• • 


13-661 


246-480 


185-866 


284 


107-000 


221-957 


• • 


18-201 


• • 


• • 


302 


141-000 


285-740 


• • 


23-799 


• • 


• • 



The remarkable law of Dalton, explained in (14), as applied 
to the boiling points of liquids, applies equally to the elastic 
forces of the vapours of those liquids, but the experiments of 
Begnault show that it is only approximately correct. The 
elastic force of ether at any particular temperature should by 
Dalton's law be equal to that of water at 212 - 100 = 112'' 
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higher temperature, oil of tnrpentine should be equal to water 
816 - 212 = 104"* lower, <&c., &c. 

Thus the dastic force of ether, say at 140°, should be equal 
to that of water at 140 + 112 = 252^, or 62*98 inches by 
Table 67 ; Begnaulf s experiments in Table 72 give 68 * 122 inches. 
Again, alcohol at say 230° should be equal to water at 230 -f- 
(212 - 178) = 269^ or 84-01 inches by Table 67, whereas 
Table 72 gives 92-591 inches. Oil of turpentine at 230"" should 
be equal to water at 230^ (316 - 212) = 126'', or 4*039 inches 
hj Table 67, but Table 72 gives 7*374 inches, &o. 



* chIpteb vil 

ON EVAPOBATION. 



(185.) " Evofporalion in Open AirJ' — When a liquid such as 
water is £reely exposed to the atmosphere, the stratum of air in 
oomtaot with its surface becomes more or less charged with 
vapour, and instead of becoming heavier thereby, as might be 
supposed, its specific gravity is less than before. This is shown 
by comparing cols. 8 and 8 of Table 68, and it will be observed 
that the difference increases rapidly with increase of tempera- 
ture: thus at 52°, saturated air is * 077227 -f- '0776 = -99, or 
99 per cent, of the weight of the same volume of dry air, but at 
202° it is only • 041445 -r- • 06 = *69, or 69 per cent. The 
result is that the moist air rises and is replaced by dry air, 
which in its turn becomes similarly charged and bears off its 
load of water. 

If the air were saturated with vapour to begin with, it could 
obviously carry no more, and evaporation would cease ; but if 
it were only partially ^turated, the process would proceed, only 
more slowly than with dry air. As we have shown in (181), 
the atmosphere in nature is always more or less charged wilh 
vapour, the mean for the whole year in this country being about 
82 per cent, of the vapour that would saturate it. 
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(186.) The late of evaporation with different liqnids and at 
different temperatures is proportional to the difference of the 
elastic forces of the yaponr of the liquid at the given tempera- 
ture of that liquid, and that of the vapour actually present in 
the ambient air. 

To obtain data on this subject, I made a seriies of experiments 
on the rate of evaporation of water, alcohol, benzoline, and ether, 
by exposing them to perfectly calm air at natural temperatures, 
in a vessel suspended by a delicate balance, and thus obtained 
the following results. • "^ 

With water, 30 grains were evaporated in 620 minutes, or 
80 X 60 — 620 = 2*9 grains per hour from a vessel 8^ indies 
diameter = 7*366 square inches area, which is equal to 2'9 x 
144 -7- 7 * 366 = 56*7 grains per square foot per hour. The 
mean temperature of the ambient aifiwas 60% and the wet-bulb 
hygrometer 55% showing humidity 71 per cent, of saturation. 

With common alcohol 56 overproo^ and air at 60% the same 
vessel evaporated 120 grains in 6 hours, or 20 grains per hour, 
which is equal to 20 x 144-f-7*366 = 391 grains per square 
foot per hour. 

With benzoline, 90 grains were evaporated in 90 minutes, or 
60 grains per hour, equivalent to 60 x 144 -f- 7* 366 = 1178 
grains per square foot per hour. 

With ether, specific gravity '735 and air at 57°, the evapo- 
rating vessel was 1 inch square, and 33 grains were evaporated 
in an hour, or 33 x 144 = 4752 grains per square foot per 
hour. 

We have thus for these four liquids 56*7, 391, 1178, and 
4752 grains respectively; the ratios are 1, 6*9, 20*69, and 
83*81, or say 1, 7, 21, and 84 respectively. 

These experimental results agree with the rule : — 

B = (F -/) X 378, 

in which B = the rate of evaporation in grains per square foot 
per hour with the air perfectly calm, F = the force of the 
vapour of the given liquid at the temperature of the ambient 
air, as distinguished from that of the liquid itself (186), 
which may be lowered by evaporation (193) ; and/ = the force 
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of the vapour of water aotnally present in the air as indicated 
by the hygrometer. 

In our experiments on water, the air was at 60°, and by 
Table 67, F = * 518 inch, therefore with the wet-bulb at 65^ 
showing hmnidity '71, /= '618 x '71 = '368 inch, and by 
the role we have (-518 - *368) x 378 = 56*7 grains per 
square foot per hour, or the same as by experiment. 

With alcohol, by interpolation with Table 72, the force of 
▼apour of alcohol at 60"^ or F is 1*384 inch, and / being '368 
inch as before, the rule gives (1*384 - -368) x 378 = 384 
grains per square foot per hour : experiment gave 391 grains. 

With ether, the air was at 57°, and the wet-bulb 53° showing 
humidity -75, the force of vapour of ether at 57° or F is 12*83 
inches by Table 72, and / being *465 x '75 = -348, the rule 
becomes (12-83 - -348) X 378 = 4718 grains per square foot 
per hour : experiment gave 4752 grains. 

Thus by the rule the ratios are 1, 6*77, and 83*21, and by 
experiment 1, 6*9, and 88*81 respectively. 

(187.) With the very volatile fluids ether and benzoline the 
rate of evaporation at first before the rSgime is established, is 
considerably greater than the mean rate we have given. Thus 
with ether, the first successive weights of 1 grain were evapo- 
rated £rom the vessel 1 inch square in 77, 87, and 95 seconds 
respectively, which were equivalent to 6725, 5962, and 5457 
grams per square foot per hour. Similarly with benzoline the 
first successive weights of 5 grains were evaporated from the 
vessel 8^ inches diameter in 215, 238, 264, 278, 286, and 300 
seconds respectively, or 1642, 1484, 1338, 1270, 1235, and 1177 
grains per square foot per hour. 

(188.) The rate of evaporation of water and other liquids 
whose elastic force of vapour is low varies very much with the 
humidity of the ambient air, while that of ether, &c., is little 
affected, as may be seen by studying the calculations (186). 
Table 73, which has been calculated by the rule in (186), shows 
the effect of different degrees of humidity on the evaporation of 
water at natural temperatures. 

(189.) ''Effect of Wind on Evaporation.'* -—The rules and 
experiments we have so fftr given apply only to perfectly calm 
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Table 78.— Of Eyaporatign at Natubal Temferatubes, and with 

Air in different states of Dryness. 



#n^ 


Humidity of the Air : Saturation « 100. 


Temp. 

of the 

Air and 


Dry 


80 


40 


50 


60 


70 


80 


90 


Water. 


Grains evaporated per Square Foot per Hour in. calm Air. 


i& 

42 
52 
62 
72 
82 
. 92 


69 
101 
147 
211 
298 
426 
570 . 


48 
71 
103 
148 
209 
298 
400 


41 
61 
88 
127 
178 
256 
342 


34 
51 

74 
106 
149 
213 

285 


28 

40 

59 

84 

119 

170 

228 


21 
30 

44 

63 

89 

128 

171 


14 
20 
29 
42 
60 
85 
114 


7 
10 
15 
21 
30 
43 
57 



air wlien the necessary motion of the air ensaes only from the 
change of density due to the presence of vaponr, as we have 
seen in (185), the air charged more or less with moisture ascend- 
ing vertically. If that motion be prevented by a cover, even a 
loosely fitting one, the confined air becomes folly saturated, and 
not being able to get away with its load, evaporation ceases, and 
in any case, even if the air be allowed to rise, the motion is very 
slow, and is retarded by the dry air descending to replace it. 
With a wind, the stratum of air in contact with the water moves 
off horizontally, not waiting to be folly saturated, but taking 
only a small percentage of that amount. When air moderately 
dry comes in contact with a surface of water, it absorbs moisture 
at first with avidity, but as it becomes saturated the process 
proceeds more and more slowly, and finally ceases ; evidently, 
therefore, the more rapidly the air is renewed, the more rapidly 
the evaporation proceeds. 

(190.) To ascertain the effect of wind on evaporation, the 
vessel used in the former experiments, which was 3^ inches 
diameter and f inch deep, was about half filled with water, 
and exposed to westerly winds, which convenientiy varied in 
strength on three successive days £rom a fresh breeze to a gale. 

With a fresh breeze 17, 84, and 63 grains were evaporated in 
1, 2, and 4 hours respectively : taking 17 grains per hour as a 
mean, we have 17 X 144 -f- 7*366 = 332 grains per square 
foot per hour. The air was at 67° and the wet-bulb at 49^, 
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indicating -57 humidity ; hence F = -465, / = -IGS X '67 = 
'265, and with calm air we should have had by the rule 
(*465 — *265) X 378 = 76 grains: the ratio with a fresh breeze 
is 332 -T- 76 = 4-4 to 1 with cahn air. 

With a strong wind 28 grains per hour, or 28 X 144 -f- 
7*866 = 547 grains per square foot per hour were evaporated; 
the air was at 53°, the wet-bulb 46°, humidity '59; henco 
P = -403 and/= '403 x '59 = -238, and with cahn air we 
should have (-403 - -238) X 378 = 62 grains: the ratio is 
647-4- 62 = 8-8 to 1. 

With a gale 24 grains per hour, or 24 X 144 -f- 7 • 366 = 470 
grains per square foot per hour were evaporated, which though 
actually less than in the last experiment, was relatively greater, 
as we shall see ; the air was at 52°, the wet-bulb 48°, humidity 
• 74, hence F = • 388, and / = -388 x • 74 = • 287, and the 
role gives with calm air (-388 - -287) x 378 = 88 grains per 
square foot per hour : the ratio is 470 -f- 38 = 12*4 to 1. 

Thus we have the ratios 1, 4*4, 8*8, and 12*4 with calm air, 
a fresh breeze, a strong wind, and a gale respectively. 

(191.) Similar results were obtained with alcohol which was 
exposed in the vessel 1 inch square to the same gale as in the last 
experiment on water ; 22^ grains per hour, or 22 * 5 X 144 = 
8240 grains per square foot were evaporated. The air was at 
52°, the wet-bulb 48°, or humidity * 74, and by Table 72 F = 
I'OSe,/ = *388 X -74 = -287 by Table 67, and in cahn air we 
should have had (1 * 036 - * 287) x 378 = 283 grains : the ratio 
is 3240 -7- 283 = 11 * 45 to 1, or nearly the same as water, which 
was 12*4 with the same wind, &c. 

To confirm this result, and to show that the smallness of the 
▼essel had no effect on the correctness of the experiment, it was 
eqx)sed to calm air, and successive weights of 1 grain were 
evaporated in 36, 35, 34, 36, 34 minutes. Taking 35 minutes 
as a mean, we have 144 x 60 -r- 35 = 247 grains per square 
foot per hour. The air was at 50°, the wet-bulb 47°, in- 
dicating humidity *8; then F = -949 and /= -361 x '8 = 
•289, and by the rule with calm air we have (*949 — '289) x 
878 = 250 grains per square foot per hour, or almost precisely 
the same as by experiment 
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Table 74 gives a collectiye statement of the results of the 
experiments and calculations. 

(192.) The observations of meteorologists on the amount of 
evaporation in nature are very discordant, the differences pro- 
bably arising from position of the gauge as to exposure to 
innd, &o^ which, as we have seen, is very influential on the 
result. Taking the question to be the evaporation from a 
large surfctce of water such as a river, the observations of 
Mr* Oreaves seem the most reliable, being made with a light 
slate cistern set afloat by a raft in a mill-stream. It was 
8 feet square, 1 foot deep, was immersed to a depth of 
4 inches, had 4 to 6 inches of water continually in it, being 
never emptied; the depth was taken with a dipnstick, and 
being compared with an adjacent rain-gauge, gave the evapo- 
ration alone. This cistern was fully exposed to the sun, 
-wind, rain, and evaporation: the mean result of ten years' 
observations, 1860 to 1869 inclusive, was 21 inches depth 
evaporated per annum, the mean rainfjEtU for the same in- 
terval being 25^ inches. But Mr. Fletcher found more than 
double this quantity, or 47^ inches, as the mean of seven 
years' observation with a small vessel fully exposed, 5 feet 
above the ground ; and Mr. Miller with a similar apparatus 
obtained SO inches, as shown by Table 75, which is useful 
as giving the proportions for the several months of the yeajr. 



Table 75.— Of the Evaporation of Water at Natural Tempera- 
tures, from obseryations at Whitehaven by Mr. Miller. 

Inches. 
January *880 



February 1*042 

March 1-770 

April 2-535 

May 4146 

Jmie 4-647 

July 4-200 



Inches. 

August .. 3*398 

September 8-174 

October 1-930 

November .. .. .. .. 1-322 

Decemb^ 1-087 



Total 30-032 



NoTB. — The above is the mean of six years, during which the mean 
rain&ll was 45*255 inches. 

(198.) " Cold produced by Evaporation,** — It is shown by 
(17) that jwhen water changes its state from the liquid to the 
▼aporons, a large amount of heat is absorbed by tiie Taponr 

L 2 
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and becomes latent; thus to yaponrize a ponnd of water at 
62^ requires by the common mle 1178 — 62 = 1116 units of 
lieat. If we assume the temperature of the water to be con- 
stant, the heat thus required must be derived £rom the air in 
contact with the surface, which air will be cooled to an extent 
varying with the volume used. Taking water and air both 
at 62% and assuming that the air is perfectly dry on arrival 
and perfectly saturated on departure, then by col. 10 of 
Table 68, each pound of water requires 84*79 lbs. of dry air, 
which having to yield, as we have seen, 1116 units of heat, 
must be cooled 1116 -f- (84-79 x -238) = 55°-3, and the film of 
water in contact with it would also be cooled to the same extent. 

But to produce this result, the film of surface water must 
not receive heat at the same time from the mass of the liquid 
or from other sources. Taking for illustration the wet-bulb 
thermometer (182), as soon as depression commences the bulb 
begins to receive heat from the ambient air, the amount in- 
creasing with the depression until it is equal to that given 
out by evaporation, and the lowering of temperature is 
arrested at a point much higher than that due to evaporation 
alone. If the depression is thus reduced to half or 55*3 -f- 
2 = 27° '65, then as the air is cooled only hal^ we must 
have double the volume, &c. 

Experience alone can determine at what point the heat given 
out by evaporation is equal to that received by contact of air. 
Table 76 gives the results of Gay-Lussac's experiments on 
this subject, which were made by causing a current of air 
previously dried by chloride of calcium (229) to pass over 
the moistened bulb of a thermometer. For 62°, this table 
gives a depression of 20° '7 only, instead of 55° '3, from which 
it would appear that the air departs only 20*7 4- 55*3 ^ '38, 
or 38 per cent, saturated ; hence 84-79 -f- '88 = 223 lbs. of dry 
air per pound of water were used. If the air had been half 
saturated to begin with, instead of being dry, we should have 
required a double quantity, or 446 lbs. of air per pound of 
water, which would be cooled 1116 -r- (446 x '238) = 10° '6, 
which agrees with Table 70, namely, that air at 62° and 10° of 
cold, indicates air half saturated, or 50 per cent. 
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Table 76 shows that the ratio increases with the difference 
between the air and the wet-bulb, as might be expected ; with 
10°-4 it is -67, and with 28°-6 it is -262, &c. 

In the open air in this country, the ayerage maximum 
depression is 2^ in January, rising gradually to 9° in June, 
thence decreasing to the end of the year. Occasionally a great 
degree of cold is obtained ; Mr. Arnold observed as much as 
25° in June at Aldershott, the dry and wet bulbs showing 82° 
and 67° respectively. In India Colonel Sykes observed 33° of 
cold, or 98° and 65° respectively. 

This simple method of producing cold is extensively used 
in India and other tropical climates for cooling water, wine, 
&c. ; a thick layer of straw is spread on the ground in the 
shade of a building, but exposed as much as possible to the 
wind, the bottles to be cooled are placed on it, more straw 
is lightly spread over them, and the whole is kept wet by 
frequent watering. With the air at 98°, the bottles will cool in 
a wind to 65°, but in calm air to 71° only. 



Table 76.— Of the Cold produced by Evaporation of Water with 


Ant perfectly dry ; calculated from Gay-Lussao's experiments. 




• 




Cold produced. 








Temp, of 


Temp, of 
Wet-bulb. 


1 








Dry Air. 


By 

Experi- 
ment. 


Maximum 
calculated. 


Ratio. 






o 


o 


o 


o 








32 


21-6 


10 4 


18-5 


•57 






42 


28-6 


13-4 


26-8 


•50 






52 


35- 1 


16-9 


38-8 


•44 






62 


41 3 


20-7 


55-3 


•38 






72 


47-4 


24-6 


71-1 


•346 






82 


53-4 


28-6 


109-0 


•262 





(194.) " Gold hy Evaporation of Ether, <f c."— The degree of 
ooLi produced by the evaporation of very volatile liquids, such 
as ether, alcohol, (&c., is much greater than that due to water. 
Thus with air at 60°, and 66 per cent, saturated with vapour, 
the cold produced by water is 6° by Table 70, but that with 
ether was found by experiment to be 42°, or seven times greater 
than watcTi the t^perature being reduced to 60 — 42 = 18^ 
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But here experiment gave a remarkable result ; the deprefision 
was not permanent, although the wet-bulb was fed continuously 
with ether by threads acting by capillary attraction, the de- 
pression diminished rapidly : being seven times that of water, 
or 42^ at first, it became only six times, or 36^ in 5 minutes ; 
five times, or 80^ in 11 minutes ; four times, or 24^ in 17 minutes ; 
three times, or 18^ in 27 minutes; and double only, or 12° in 
60 minutes. 

Alcohol gave similar results ; at first the depression was 9°, 
or 3° greater than water, but became only 2^° in 19 minutes ; 1^° 
in 70 minutes ; 1° in 107 minutes ; |° in 142 minutes ; }° in 
165 minutes, and QP in 290 minutes. The explanation probably 
is that the pure spirit rapidly evaporates ; leaving on the wet- 
bulb a diluted spirit approximating more and more nearly to 
water in the course of time. 

With benzoline the result was still more remarkable : at first 
the depression was 10°, or double that of water (which was 5° 
at that time), but became only 9° in 5 minutes, 7° in 10 minutes, 
4° in 35 minutes, 3° in 85 minutes, and 2^° in 135 minutes. 
With reference to water, the depression was at first double, 
became equal in 25 minutes, and only half in 2 hours. 

(195.) " Evaporation at High Temperatures^ hut below Boiling 
Point" — We have so far considered the case in which the water 
and air had one and the same temperature : we will now investi- 
gate the phenomena of evaporation from open vessels heated by 
a fire beneath, &c., to a temperature superior to that of the 
ambient air, but below that of ebullition. 

There are two important questions to be determined, namely, 
the heat required to evaporate water at different temperatures, 
and the rate of evaporation. To obtain these data I made the 
two sets of experiments, the results of which are given in 
Table 77, by suspending from a very delicate balance a vessel 
12 inches square, 2^ inches deep, containing about 7f lbs. of 
hot water. To prevent loss of heat laterally, this vessel was 
enclosed in another of larger dimensions, the interval beneath 
and at the sides being filled with about an inch of wadding. 
In a certain observed time^ the water lost a certain weight by 
evaporation, and a certain amount of heai by which that evapora- 
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tion was efifected, and from ihose faotB we can obtain the data 
we require. Thus, taking the first experiment, 480 grains 
were evaporated in 110 seconds, and the temperature of the 
mass of water whose mean weight was 7 '72 lbs. was reduced 9^, 
or from 190^ to 181^. Then, the mean temperature of the 
water being 185^% the rate of evaporation per hour would be 
480 X 3600 -r 110 = 15709 grains per square foot The water 
parted with 7*72 x 9 = 69*48 imits of heat in vapourizing 
480 grains; therefore, to eyaporate 1 lb. or 7000 grains, 
we should require 69*48 X 7000 -r- 480 = 1013 units: we 
thus obtain cols. 5 and 11 in Table 77. By plotting these 
results in diagrams, and drawing mean curves we eliminate 
the errors of observation, and thus obtain cols. 2 and 10 in 
Table 79. 

(196.) The rate of evaporation as shown by the experiments 
is represented satisfactorily by the rule : — 

E= {243 + (3*7x<}x(V-«), 

in which E = Evaporation per square foot per hour in grains, 
t = Temperature of the water, 
Y = Force of vapour at the temperature ^, from 

Table 67 
V = Force of vapour actually present in the air 
Thus, during the experiments on evaporation (195) the air was 
at 52° and humidity 86, then V = -388, and « = -388 x '86 = 
• 334, and with water and air both at 52°, B = {243 + (3*7x52} 
X ('388 — '334) = 23*5 grains per square foot per hour. 
With water, say at 152°, V = 7*93, the ambient air is heated 
by the water from 52° to 152°, but the force of the vapour 
in it to begin with, or v, is still *334 inch only, therefore 
E = {243 + (3*7 X 152} x (7*93 - -334) = 6116 grains per 
square foot per hour. If the air had been perfectly dry, v 
would be in both cases, and the rate of evaporation at 52° 
would become 169 grains, and at 152°, 6384 grains per square 
foot per hour, showing that humidity of the air is most in- 
fluential on the result at low temperatures. Table 78 gives a 
combined view of the experiments, col. 5 is calculated by the 
rule ; omitting the last experiment, which was aiiomalous, the 
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ium at coL 4 is 88,700, and of col. 5, 88,680, showing the general 
agreement of the rule with the experiments. 

Table 78.— ^Of the Combined Results of Experiment and Calcula- 
tion on EvAPORATioH from Open Vessels. 



Kaof 


Mean 

Temperatore 

of Water. 


Heat to 

Evaporate 

1 lb. Water. 

Experiment. 


Grains Evaporated per 
Square Foot per Hour. 




Bzperimeitt. 


By 
Experiment 


Rule. 


Error. 


2 
2 
2 
2 

1 
1 
2 
1 
2 
1 
2 
1 
2 
1 
1 
2 
1 
2 
1 
2 

(0 


o 

58f 

64^ 

70 

83^ 

83^ 

97 

1024 

114 

118^ 

128^ 

132A 

14U 

1454 

153^ 

164* 

1681 

175f 

179^ 

1854 

190 

(2) 


2236 
2697 
2496 
2249 
2238 
1979 
1848 
1624 
1566 
1452 
1452 
1357 
1303 
1260 
1272 
1272 
1171 
1227 
1013 
1126 

(3) 


70 

124 

214 

436 

455 

839 

1137 

1624 

2095 

2880 

3422 

4375 

5236 

6400 

9095 

9874 

11920 

12800 

15709 

(4) 


74 

128 

198 

442 

449 

853 

1089 

1702 

2257 

2839 

3313 

4407 

5237 

6674 

8900 

9832 

12100 

12486 

15700 

(0 


- 4 

- 4 
+ 16 

- 6 
+ 6 

- 14 
+ 48 

- 78 

- 162 
+ 41 
+ 109 

- 32 

- 1 

- 274 
+ 195 
+ 42 

- 180 
+ 314 
+ 9 

(6) 



(197.) Table 79 gives a rSaumS of the phenomena in evapo- 
rating water at different temperatures, cols. 2 and 10 being 
based on the experiments. Thus, say we take the temperature 
at IWP, the air being 52"" and its humidity 86. The rate of 
eraporation by col. 2 is 2240 grains per hour, and from this 
we obtain cols. 3 and 4. Then the time to evaporate 1 lb. or 
7000 grains will be 7000 -^ 2240 = 3-13 hours, as in col. 6. 
The total heat required to evaporate 1 lb. is 1640 units by 
ooL 10, and this is made up of three items : 1st, the latent heat 
of yapoorization ; 2nd, loss by radiation from the surface ; and 
8rd, by the air necessary to combine with the vapour, which, 
being heated from 52° to 122% absorbs a certain amount of heat. 

The latent heat of vapourization by the correct rule in (19) 
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is 1115 • 2 - ( - 708 X 122) = 1029 units. There is also the loss 
by radiation from the surface during the 3*13 hours occupied 
by the process : the value of R for water by Table 95 is 1 * 0853, 
and by the simple rule (276) the loss would be 1*0858 x 
(122 ^ 52) = 76 units per hour ; but applying the correction 
of Table 104 as explained in (314), we find the ratio with 
122 — 52 = 70^ excess, and 52^ temperature of recipient, to be 
1*2, and the true loss becomes 76 x 1*2 = 91*2 units per 
square foot per hour, or 91*2 x 3*13 = 285 units for the 
whole time, and we thus obtain cols. 6 and 7. The loss of 
heat by the air is more difficult to calculate, as we do not 
know tiie volume that will be used, and which has to be 
heated. By col. 10 of Table 68 we find that it cannot be less 
than 11 * 65 lbs. of dry air per pound of water, the air arriving 
perfectly dry and departing perfectly saturated. Neither of 
these conditions would be fulfilled in practice (181), (193) ; we 
may get at the volume in another way, namely, from the heat 
which it actually carries oS. The total heat by col. 10 being 
1640 units, and the sum of the latent heat and loss by radiation 
being 1029 + 285 ^ 1314 units, the heat carried off by the 
air must be 1640 — 1314 = 326 units, as per coL 8, and the 
weight of air heated from 52° to 122°, or 70°, to absorb that heat 
would be 326 -f- (70 x -238) = 19*6 lbs., from which we infer 
that it departs only 11*65-7-19*6 = * 59, or 59 per cent, satu- 
rated. Having thus found the weight of air, llie volume by 
Table 24 is 19 * 6 -r- • 0776 = 253 cubic feet, &c., as in cols. 8, 
13, 14. The volume of air for evaporation at 52° has been 
found by inverting this process: here the air has to supply 
the whole of the heat necessary for effecting the vapourization, 
and the water and air being both at the same temperature there 
will be no loss by radiation. The heat that becomes latent in 
vapourizing a pound of water at 52° is 1078 units by col. 9. 
This heat has to be supplied by the air, and as by Table 70 air 
at 52° and humidity 86° shows 2° of cold, the weight of air 
which will yield 1078 units by cooling 2° is 1078 4- (2 x 
•238) = 2265 lbs., or 2265 -r- '0776 = 29190 cubic feet at 52°. 
Table 79 may be applied to the solution of many practical 
questions, as we shall proceed to show* 
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(198.) ^^Evaporating Pans.*' — In concentrating syraps, and 
in many chemical operations, it is frequently essential that 
evaporation should be effected at low temperatures, because 
great heat would injure the product operated on. For such 
cases the evaporating pan must expose a large area and must 
have no cover (189), the depth is unimportant: say we had 
to concentrate 10 gallons of syrup to 6 gallons per hour; 
that is to say, 4 gallons or 40 lbs. had to be evaporated at 
a temperature not exceeding 152^. Table 79 shows, coL 8, 
that at 152^ the rate of evaporation is *871 lb. per square 
foot per hour; we shall therefore require 40 -f- '871 = 46 
square feet area, say 7 ft. 8 in. diameter. The heat required 
to do the work is by col. 10, 1376 x 40 = 55040 units, which 
may be obtained by a fire beneath consuming 55040 -7- 6000 
= 9*2 lbs. of coal, allowing 6000 units as the economic value 
of coals for such a case (112). 

(199.) " Befrigerators" — In the refrigerators commonly used 
in breweries for cooling the wort, a very large surface is neces- 
sary to effect the purpose quickly, and we can calculate by 
Table 79 the area for any particular case. Say we had to cool 
20 barrels of 86 gallons or 860 lbs. each, from 212"" to 82^ in 
an hour. The work to be done is to dissipate 860 x 20 x 
120^ = 864000 units per hour : at the commencement, each 
square foot will lose by coL 12, 5112 imits, but at last 140 units 
only; taking the loss at each temperature between the ex- 
tremes, we obtain an average of 1640 units per square foot per 
hour ; hence we require 864000 -^ 1640 = 516 square feet of 
surface. A large proportion of the heat dissipated is expended 
in evaporating a portion of the water ; the mean total heat to 
evaporate a pound of water between 82° and 212°, by col. 10, 
being 1540 units, we shall vapourize 864000 -7- 1540 a 561 lbs. 
The wort will therefore be concentrated by this method of 
cooling, losing 561 -r- (360 x 20) = -078, or 7-8 per cent of 
the water in it. 

(200.) '^ Condensation Beservoirs to Steam-engines*' — Say we 
take the case of an engine working day and night, and assume 
that the water for condensation is taken from the reservoir at 
82°, the air being at 52°. Admitting that a cubic foot of water 
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evaporated is equal to one nominal horse-power (118), and that 
the temperature of that water taken from the hot-well of the 
air-pump is 122% we shaU have (1178 - 122) x 62-3 = 65790 
unite of heat per horse-power per hour to consume or dis- 
sipate. The water enters one end of the reservoir at 122^, and 
departe to the engine at the other end at 82% being gradually 
cooled 40^ in its passage. By col. 12 of Table 79 the mean 
rate of loss of heat between 82° and 122° is 310 units per hour: 
we BhaU therefore require 65790 -f- 310 = 210 square feet of 
surface per horse-power for an engine working day and night. 
The depth in that case is quite unimportant ; but if the engine 
is to work only say twelve hours per day, the surface area 
might be reduced, because the water would cool during the 
night, but in that case depth or capacity becomes a necessity, 
as we will proceed to show, although the question is a very 
complicated one. 

(201.) Let us assume that 82° shall still be the mean tem<* 
perature of the condensation water; this, however, from the 
nature of the case, will not now be uniform, but will be lowest 
in the morning after cooling down all night, rising all day till 
it reaches its maximum at the end of the day's work. 

If we admit a variation of 10° each way, we shall have 72° and 
92° for the Tm'TiiTniiTn and maximum temperatures of the con- 
densation water. The difference of the temperatures of the 
water entering the reservoir from the engine and departing to 
it will still be 40° ; for if the engine receives the water 10° 
colder, it will also return it 10° colder than before, so that in 
the morning at starting, the water in the reservoir will be 72° 
at one end and 112° at the other, and at night 92"" and 132°. 
The mean loss of heat per square foot by col. 12 of Table 79, 
between 72° and 112° is 222 units, and between 92° and 132° it 
is 421 units per hour : the mean loss during the day is there- 
fore (222 + 421) -f. 2 = 332 units per hour. During the 
night, when the engine is not working, the temperature will 
become uniform from end to end, being (92 + 132) -r- 2 = 112° 
at first, and (72 -}- 112) 4- 2 = 92° at last. Between these two 
temperatures, 92° and 112°, the mean loss of heat by col. 12 is 
i^94 tmits per square foot per hour. 
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Now the total heat given out by the engine in the twelve 
working hours, or 65790 x 12 = 789480 units, has to be divided 
into two unequal parts, having the ratio of 332 to 294, hence 
we have 789480 x 332 -f- (332 + 294) = 418700 units to be 
dissipated during the day, or 418700 4- 12 = 34900 units per 
hour, and the mean rate of loss being as we have seen 332 
units per square foot, we shall require 34900-^832 s 105 
square feet of surface per nominal horse-power. 

The question now is, what must be the capacity of the re- 
servoir, or the quantity of water necessary to hold the heat 
which accumulates during the day, namely, 789480 — 418700 
= 370780 units. The temperature of the water being raised 
20^ we shall require 870780 -r- 20 = 18539 lbs., or 18589 -r 
62*3 = 298 cubic feet of water, and as we have an area of 
105 square feet, the depth would be 298 4- 105 = 2*84 feet if 
the reservoir has vertical sides : with sloping sides of course 
the depth would be greater, which is a matter of calculation. 

(202.) We find as the general result of this investigation, 
that when an engine works day and night the depth is un- 
important, and that we require 210 square feet of surface per 
nominal horse-power. When the engine works only twelve 
hours per day, 105 square feet will suf&ce, but in that case the 
depth must be such as to give 298 or say 800 cubic feet per 
horse-power. 

Table 80 gives a general comparison of these rules with 
satisfactory cases in practice : it is remarkable that by an acci- 
dental coincidence, the conditions as to temperature, <&c., that 
we assumed, give for twelve hours, precisely half the area per 
horse-power required for twenty-four hours -pet day. This &ct 
is very convenient for those numerous cases where the work 
cannot be remitted for more than a very brief period, such as 
water-works for the supply of towns, and where for safety two 
engines are used instead of one of double power, so that in case 
of break-down or stoppage for repairs^ one of the engines 
working day and night may do the work usually performed by 
two working twelve hours per day. Table 80 shows that the 
reservoir will do equally well in either case, as illustrated at 
Brighton and Sutton. 



DBTNK8S OF AIB INOBEASn) BT HBAT. 



159 



Tablb 80. — Of Condensation Reseryoibs ; Cases in PiBctioe. 







fn.A. V 
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Total 

Nominal 

Hone> 


Honn 
worked 




Feet for 12 Hours per 
Day. 






Galcolated. 
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per Day. 




























24 Hours. 


12 Hours. 


Actual 


Calculated. 


Brighton.. 


2 


200 


12 


14464 


• • 


21000 


87884 


60000 


Ditto .. 


1 


100 


24 


14464 


21000 


• • 


• • 


• • 


Sntton .. 


2 


40 


12 


4500 


• • 


4200 


14742 


12000 


Ditto .. 


1 


20 


24 


4500 


4200 


• • 


• . 


• • 


Bamogate 


1 


80 


12 


8240 


• • 


8150 


9228 


9000 


Sovenoaka 


1 


20 


12 


2240 


•• 


2100 


7152 


6000 



(208.) " Dryness of Air Increased by Heat*' — The capacity 
of air for oarrying moistare increases very rapidly with the 
temperature, as shown by col. 7 of Table 68 ; thus, at 202^ 
flatnrated air holds about one hundred times the weight of 
water that would saturate air at 32^. If air at 32° satu- 
rated and holding by col. 9 of the same table * 00379 lb. of 
Tapour per pound of air, be suddenly heated to 42°, it will 
no longer be saturated, because at this latter temperature 
it could hold -00561 lb.; it has therefore only • 00379 -^ 
* 00561 = *68, or 68 per cent, of the vapour that would satu- 
rate it, and would show by Table 70 about 37° on the wet- 
hvJb thermometer (182) or 5° of cold. Table 67, which is of 
more extensive application, would have given the same result, 
thuB the forces of vapour in saturated air at 32° and 42° are 
*181 and *267 inch respectively, and if saturated air at 32° 
be raised to 42° it will contain only -181-7- *267 = *68, or 
68 per cent, of the moisture that would saturate it. 

The philosophy of drying and evaporation by heated air 
depends on this fekst : in our dwellings too, the damp external 
air entering them is not only warmed, but is at the same time 
converted from damp to dry air, and our sense of comfort 
arises from both causes. 

If air at 82° and saturated with moisture be successively 
raised from 82° to 72°, we should obtain the dryness, &c, 
given by Table 81. Conversely, the relative humidity of air 
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is increased by reducing the temperatore; thus with half- 
saturated air at 62°, the force of vapour by Table 67 is 
'656 -7- 2 = *278 inch, which is the force of vapour in ftdly 
saturated air at 43°, and if cooled below that point the air 
can no longer hold the whole of its moisture, but deposits 
it as dew upon adjacent objects; this is therefore called the 

dew-point. 

Table 81. 



Temp, of 


Temp, of 
Wet-bulb. 


Cold. 


Degree of 
Saturation. 


State of the Air. 




82 
42 
52 
62 
72 


o 

32 
37 
42 
46 
49 


o 



5 

10 

16 

23 


100 
•68 
•46 
•32 
•23 


Saturated. 
Moderately dry. 
Dry. 

Very dry. 
Intenfiely dry. 



(204.) The dryness of air as the result of heating it, some- 
times becomes objectionable ; thus by Table 81 air at 32^ heated 
to 62° would have its state of humidity 82 per cent, only, 
which would be intolerable. With our open fires we seldom 
get an objectionable degree of dryness, the air itself is seldom 
* raised to a high temperature, because the only useful heat 
given out by an open fire is radiant heat which passes 
through the air without raising its temperature (311) (278X 
and is absorbed by the walls, which afterwards heat the air 
moderately. Besides, the quantity of air drawn in by the- 
open throat of the chimney is about six times the amount 
required for the combustion, and the dryness is kept down 
by the large volume of damp external air passing through 
the room. But with close stoves the air becomes much more 
highly heated, as also where steam or hot-water pipes are 
used, and a very objectionable amount of dryness would 
ensue if means were not employed to prevent it. This is 
usually done by placing a vessel of water on the stove, 
where it becomes heated and gives out vapour copiously. 

(205.) " Evaporating Vessels for Stoves, dc." — Say we take 
the case of a stove in which 112 lbs. of coals are burnt in ten 
hours, and that we have a vessel one square foot in area 
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placed on it and maintained at 142% while the air in the 
room is at 62% and external air 32^ and saturated. For 
11*2 lbs. of coals per hour we require 11*2 x 300 = 3360 
cubic feet, or 3360 x * 0807 = 271 lbs. of air, which, at 32° 
and saturated, wiU contain • 00379 x 271 = 1 • 03 lb. of vapour. 
But during the hour, the evaporating vessel will add, by col. 3 
of Table 79, '634 lb. of vapour, and we shall then have 
1 -03 -H -634 = 1-664 lb. of vapour, whereas 271 lbs. of air 
at 62° would require, by col. 9 of Table 68, -01179 x 271 = 
8* 195 lbs. of vapour to saturate it ; it therefore holds 1 * 664 -f- 
3 • 196 = • 52, or 62 per cent., whereas without such a vessel we 
should have had * 32 only, as per Table 81, which would have 
been uncomfortably dry. With a vessel of double area we 
should have had 1 - 268 lb. of vapour added, and the air would 
then have contained 1-03 + 1*268 = 2-298 lbs. of vapour, or 
2 '298 -T- 3-195 = -72, or 72 per cent., which would have been 
too damp, &c. 

(206.) " Evaporation at the BoiUng Point." — ^When a liquid is 
not injured by a high temperature, evaporation by boiling is the 
most economical of all, as shown by Table 79 : thus, by col. 10 
the heat at 212° is only 1186 units per pound, instead of 2750 
units, as at 62^ But this is with an open vessel exposed to 
radiation, &c., and when the evaporation is effected without 
positive ebullition : if ebullition be allowed a close cover may 
be used, leaving only a small aperture for the escape of steam, 
the losses of heat by the air and radiation in cols. 7 and 8 are 
suppressed, and we only require 966 units as by col. 9, which 
is only 966 -f- 2750 = • 36, or 35 per cent, of the heat at 62°. 
In that case a large surface is not necessary ; the evaporating 
pan may have any convenient form, such as Figs. 69, 60. Say 
-we take Fig. 60 with a double or steam case, the inner vessel 
containing 100 gallons of water, and having the dimensions 
given by Table 83, the area in contact with the water, or the real 
heating surfSace, being about 17 square feet. With say 15 lbs. 
steam, having by Table 71 a temperature of 250°, we have 250 — 
212 = 38° difference between the steam and the boiling water, 
and by Table 85, col. 2, with 1° difference, and water at 212°, 
the rate of transmission of heat is 1000 units per square foot of 

u 
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heating surface per hour, and we have in our case (17 x 1000 x 
38) -7- 966 = 670 lbs., or 67 gallons of water at 212° evaporated 
to steam per hour. 

(207.) We have here supposed that the water was at 212° to 
begin with ; if the water had been cold the case would have 
been modified. Say that the water was at 110° and we require 
to know the quantity that will be raised from that temperature 
to 212° and evaporated in twenty minutes, or one-third of an 
hour. To heat 100 gallons, or 1000 lbs., 212 - 110 = 102°, 
we require 1000 x 102 = 102000 units of heat ; the mean tem- 
perature while being heated will be (212 + 110) -f- 2 = 161°, and 
the mean difference of temperature between the steam and the 
water = 250 — 161 = 89°. The rate of evaporation varies very 
much with the varying temperature, as shown by Table 85, 
rising from 248 units at 110° to 1000 units at 212° ; to find the 
mean rate we may take a mean of all the numbers in col. 3 be- 
tween the two extreme temperatures, but col. 4 will give the 
same result more readily ; thus we have (5522 — 1456) -^- 10 = 
406 units per square foot per hour, or 405 X 17 x 89 = 612766 
units per hour in our case, and the water will be raised from 
110° to 212° in 102000 -r- 612765 = • 167 hour, leaving • 333 - 
* 167 = * 166 hour to do the evaporation work, and as by 
(206) we had 67 gallons per hour, we now have 67 X * 166 = 
11*1 gallons heated from 110° to 212°, and evaporated in 
20 minutes. 



CHAPTER VIIL 

DISTILLATION. 



(208.) "Pr»wcipZe« of Distillation" — It will be seen by 
Table 10, that the boiling points of liquids differ considerably, 
for instance, water boils at 212°, and alcohol at 173° ; if a mix- 
ture of these two fluids is heated to 173°, the alcohol in it would 
rise in vapour, leaving the water behind, and thus in theory the 
whole of the alcohol might be separated, and the whole of the 
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"Waier remam. But practically, it is found that part of the 
water becomes entangled with the alcoholic yapour, and passes 
away with it ; by repeating the process, however, the alcohol 
may be obtained almost pure. 

(209.) The yapour thus evaporated is conducted into a 
refrigerator, where it is condensed and restored to the liquid 
state again. The distilling apparatus consists therefore essen- 
tially of a closed evaporating vessel, and a condensing vessel, 
connected together by a pipe to conduct the vapour. The 
evaporator might be heated direct by the fire, or by steam-pipes 
circulating through the liquid to be evaporated, &c. 

(210.) In this country alcohol is commonly distilled from 
wort made by the infusion of barley, it contains about 10 per 
cent, of alcohol ; by the evaporation of this to one-half, nearly 
the whole of the spirit passes over, the liquor thus obtained 
being composed of one-fifth spirit and four-fifths water. Say 
we had a still containing 100 gallons of wort; we should 
obtain by the first distillation 50 gallons of liquor composed of 
10 gallons of alcohol and 40 gallons of water. The work to be 
done may be divided into three portions — namely, to evaporate 
from say 60°, 10 gallons, or 10 x 8-13 = 81-8 lbs. of alcohol ; 
to evaporate from 60°, 40 gallons, or 40 x 10 = 400 lbs. of 
water, which passes over with the spirit ; and to raise the 
50 gallons of water, which remains in the still at the end of 
the operation, from 60° to 212°. By the rules in (18) we 
have: — 

Units. 

Evaporation of the Alcohol . . ( 908 - 60) x ' 622 x 81 • 3 = 42845 

„ „ Water .. .. (1178- 60) x 400 =447200 

Heating the Water which remains ( 212 - 60) x 500 = 76000 

Total 566045 



The sizes of the still necessary to do this work may be found 
by analogy with a steam-boiler. By (118) 70,000 units are 
equal to 1 horse-power, and if we had to do the work in our 
case in an hour we have 566045 -r- 70000 = 8 horse-power, for 
which by Table 49 we require about 121 square feet of effective 
boiler surface, and 7 * 6, say 8 square feet of fire-grate. The 

M 2 
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consumption of fuel would be about 666045 4- 6000 = 95 lbs. 
of coal (112). 

The fuel might be economized by heating the wort before- 
hand from 60°, the assumed temperature of the atmosphere, to, 
say 212^, the temperature of the still, by a heater in the flue 
or otherwise. The 100 gallons of wort contains 10 gallons of 
alcohol and 90 gallons of water ; for the alcohol we have 
(212 - 60) X -622 X 81-3 = 7684 units; and for the water 
(212 - 60) X 900 = 136800 units ; altogether 144,484 units, 
which is equal to 144484 -f- 6000 = 24 lbs. of coal sayed by 
thus utilizing waste heat, the consumption being reduced to 
96 - 24 = 71 lbs. 

(211.) " Condensing Apparatus" — The apparatus described 
in (234) for heating liquids by steam, may be applied equally 
well for the condensation of vapour in the process of distilla- • 
tion, and the sizes necessary for any particular case may be 
found by the same rules. 

The most common form of condenser is a helix or worm in a 
vessel of cold water, as in Fig. 61. The work to be done in our 
ease (210) is to absorb the heat that had been employed in 
evaporating the 400 lbs. of water and 81 • 3 lbs. of alcohol, or 
447200 + 42846 = 490046 units. The temperature of the cold 
water may be say 60°, which entering at the bottom of the vessel 
containing the worm becomes heated by the coil to say 120° at 
the top, where it departs. The mean temperature is therefore 
90°, at which, by Table 86, the loss for 1° difference of internal 
and external temperature is 220 imits per square foot per hour. 
The mean difference in our case is 212 — 90 = 122°, hence we 
have 122 x 220 = 26840 units per square foot, and we require 
490045 -f. 26840 = 18-2 square feet of surface. If the pipe is 
If inch diameter outside (319), its circumference is '46 foot, 
and the length must be 18*2 -7- '46 = 40 feet. 

(212.) The quantity of cold water required for condensation 
will vary with the difference of temperature at entry and exit. 
If the temperature of the water in the vessel was uniform 
throughout, or 90° in our case, the rise of temperature would 
be 90 - 60 = 30°, and we should require 490046 -7- (30 x 60) 
s 272 lbs., or 27* 2 gallons of cold water per minute. But the 
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water will not natnrally have a tmiform temperature, indeed 
it wonld require continual stirring to make it so ; the water at 
the bottom where it should enter will be 60^ ; in the middle 
it will be 90% and at the top where it departs it will be 120° ; 
it has therefore been heated 120 — 60 = 60% and we should 
require in that case 490045 -f- (60 x 60) = 136 lbs., or 13-6 
gallons per minute. 



CHAPTER IX. 

ON DBYINa. 



(213.) " Drying in Open Air," — This is the commonest and 
obeapest mode of all, but in our climate it is too uncertain 
to be depended on for many manufacturing purposes ; it is 
£requently used however in drying paper, glue, whiting, &c. 
In such cases a covered building is used to keep ofif the rain, 
the sides being open to admit the air freely, but shutters are 
provided to keep out the air as much as possible on damp 
days. The rate of drying varies exceedingly, see (188), (189) ; 
frequently the air is only about half saturated with humidity, 
and drying proceeds rapidly, especially Anth a wind ; but in 
winter it is often completely saturated, and the drying process is 
completely suspended. The laws by which drying is governed 
are explained in the chapter on evaporation. 

(214.) "Drying by Heated Air" — The capacity of air for 
moisture increases rapidly with the temperature, as we have 
shown in (203), and the efi&cacy of hot-air drying depends on 
that fact. The philosophy of the process will be best under- 
stood by an illustration. 

Let Fig. 67 be a drying closet, in which the air entering 
at the bottom becomes highly heated by contact with the 
steam-pipes, and rising through the closet, finally escapes by 
the chimney at the top. Say we had 10 lbs. of water to 
evaporate from 42^ ; that the external air of a November day 
was at 42^ and completely saturated with moisture, the exit 
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temperature being say 102^, and let us admit for illustration 
that the air at exit is only half saturated with moisture. 

Now, every pound of air at entry and at 42°, is by col. 9 of 
Table 68 charged with * 00561 lb. of water, and at its exit at 
102° with • 04547 lb. if saturated, but in our case • 04547 -^ 2 = 

• 02273 lb. only ; it therefore takes up in its passage • 02273 — 

• 00561 = • 01712 lb. of water, and to carry off 10 lbs. we shall 
require 10 -^ -01712 = 584 lbs. of air. 

(215.) To evaporate 10 lbs. of water from 42° requires by 
(18) (1178 - 42) X 10 -f- 11360 units of heat, or the amount 
that would raise 11,360 lbs. of water 1°, and the specific heat 
of air (5) being 238, this is equal to 11360-r '238 = 47731 lbs. 
of air 1°. But we have only 684 lbs. of air to do the work 
required, it must therefore be heated 47731 4- 584 = 82°, and 
the air must enter the closet at 102 -f 82 = 184°. 

Thus we have 584 lbs. of air, heated from 42° to 184°, which 
coming in contact with the wet clothes is cooled down to 102°, 
the heat thus parted with serving to evaporate the 10 lbs. of water. 

The total quantity of heat expended in the process is not 
only the 11,360 units required to evaporate the water, but also 
that required to raise 584 lbs. of air from 42° to 102°, which 
is equal to 684 x (102 - 42) x '238 = 8340 units, making a 
total of 11360 + 8340 = 19700 units. 

(216.) " Position of Outlet Opening, dc"—Ia Fig. 67 we have 
shown the common mode of arranging the inlet and outlet 
openings, but the plan is a very bad one, as may be seen in the 
chapter on ventilation (334, &c.) ; the heated air takes the 
shortest course to the chimney, and escapes only partially 
saturated with moisture, and in those parts of the drying 
room out of the course of the current the drying process 
proceeds very slowly. If instead of entering by numerous 
openings uniformly distributed as in the figure, the air 
entered at one place, the case would be still worse. 

The best position for the outlet opening is near the floor, 
the requisite draught being obtained by a chimney, which 
may be made of light woodwork. The heated air rises in 
a body to the roof of the closet, as in (337), whence it is 
gradually drawn down by the action of the chimney ; all the 
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horizontal layers of air will have the same temperature 
thronghont, as in Fig. 93, and the drying in every part of 
the room will be equally effective. 

(217.) " Drying Closet for Linen, <3&c."— Figs. 68 to 70 give a 
good arrangement of a drying closet for linen ; the horses are 
sometimes made of wrought iron, but well- seasoned deal is the 
lightest, cleanest, and best material in all respects; they are 
formed with a back and front plate, A £, about 12 inches 
wide, connected together by horizontal rails, on which the 
linen is suspended. They are supported by two flanged 
wheels, running on iron rails C, which are prolonged outside 
the closet, far enough to allow the horse to be drawn out, 
which is done by the handle D, the upper part being guided 
by a long wooden rail E E, which is also prolonged outside 
the closet. The openings, F, are about an inch narrower 
than A £, and say 2 inches less in height, so that when the 
horse is in its place, the opening is closed by the plate £, 
and when drawn out, by the plate A. The air entering from 
without by the channel G, fills the chamber H, and rises by 
a series of holes into the chamber J, containing 21 — 9-feet 
lengths of 4-inch steam-pipes. The floor of the closet is 
closed all over, except from L to M, which is covered by an 
open grating of cast iron, the full width of the room, and 
through this the heated air rises in a body to the roof, where 
it is distributed, and descends at the back part of the room 
to the opening N, by which it escapes into the chimney 0, 
and thence into the atmosphere. 

(218.) The length of steam-pipes including bends is about 
210 feet of 4-inch pipe ; if we take the pressure of steam at 
10 lbs., its temperature by Table 71 will be about 240^, and 
at that temperature an enclosed pipe as in our case will yield 
by Table 90, 814 units per foot run, or 314 x 210 = 65940 
nnits per hour ; admitting that 10 per cent, is lost by radia- 
tion, &c., from the walls of the closet, we shall have 65940 
X * 9 = 59346 units available for drying purposes. 

We will assume that the air leaves the steam-pipes and 
enters the closet at 172^ and departs at 82° ; it is first heated 
by the steam-pipes 130°, or from 42° to 172°, and the available 
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heat is sufficient to raise ttt^t ^r^rr: = 1914 lbs. of air to the 

130 X '238 

required temperature. 

(219.) By Table 68, a pound of air at 42^ saturated with 
moisture contains * 00561 lb. of water, and at 82, * 02361 lb.; 
it therefore takes up in passing through the closet * 02361 
— '00661 = '018 lb. of air, and we have in our case '018 
X 1914 = 34*5 lbs. of water absorbed from the linen per hour. 
If the wet linen is introduced at 50°, each pound of water in it 
will require 1178 ^ 50 = 1128 imits of heat to evaporate it, 
and in our case 1128 x 34*5 = 38923 units per hour. This 
heat has to be supplied by the air in the act of cooling from 
172° to 82°, and we must see that it is capable of doing it ; it 
will yield 1914 x (172 - 82) x '238 = 41000, or rather more 
than is necessary. 

If we had assumed 162° for the temperature at entry, we 

should then have had :r^^ ^rzr^ = 2078 lbs. of air heated, 

120 X '238 * 

which would carry off * 018 X 2078 = 37 * 4 lbs. of water, re- 
quiring 37*4 X 1128 = 42187 units of heat. The air in 
cooling from 162° to 82° would yield 2078 x (162 - 82) x 
• 238 = 39565 units only, being 42187 - 39565 = 2622 units 
too little. The conditions assumed in (218) are therefore nearly 
correct, and the power of the closet may be taken at 34*5 lbs. 
of water per hour. 

(220.) ^^Air-chimney, dcJ' — We have in our case 1914 lbs. of 
air per hour, or * 55 lb. per second, and by Table 24, this is 
equal at 42° to * 55-r- ' 0791 = 6 * 95 cubic feet at entry from ex- 
temal air, and at 82° to * 55 4- -0733 = 7*5 cubic feet at exit. 
But to this last has to be added the 34* 5 lbs. of vapour taken up 
in the closet: this is only 34*5 4- 3600 = -0096 lb. per second, 
or -0096 X 21*07 = -2 cubic foot (79), and the volume of air 
at exit is increased by it to 7 * 5 + * 2 = 7*7 cubic feet per second. 

The mean temperature of the air in the closet is (172 -f- 
82) -7- 2 = 127°, the air in the chimney is at 82°, and both are 
saturated with moisture. It is necessary to remember this last 
fact, because the relative weights are affected by the presence 
of vapour, and the draught-power of the chimney is affected 
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theieby. We assnmed in (214) for the sake of varying the 
illustration, that the air departed only half saturated, but it is 
a necessary condition where economy is considered that the air 
should be saturated. 

(221.) The condition of the chimney and closet with re- 
ference to the creation of a draught current is peculiar, and 
must be understood before we can calculate the necessary sizes 
of openings, &c. 

Let Fig. 71 be an outline diagram, in which A is the chimney 
and B the closet, both of the same height, the air being at 82^ 
in the chimney, and 127° in the closet. The air in £, being 
lighter than in A in consequence of its higher temperature, 
would ascend, and motion would ensue in the direction shown 
by the arrows, being the reverse of what is required. 

Let Fig. 72 be a similar diagram, with a chimney twice the 
height of the closet ; the column in the chimney is now opposed 
not only by the column in the closet, but also by another one 
in the imaginary chamber C, which makes up the height of the 
chimney with air at the external temperature of 42°. The 
inean temperature of the combined column £ C is therefore 
(42 + 127) -r- 2 = 84° -6, that in A remaining at 82°; with 
this height we should therefore still have a reverse draught. 

In Fig. 73 we have a chimney three times the height of the 
closet, and the column in the chimney is now opposed by a 
column of equal height composed of £, C, D, whose mean tem- 
perature wiU be (127 + 42 + 42) -r- 3 = 70°, or 12° colder 
than the air in the chimney, and we shall now obtain a draught 
in the right direction. 

(222.) We can now calculate the power of the chimney in 
our case, and will assume for it a height of 28 feet, or four 
times the height of the closet. The fact that the air at 42°, 
82°, and 127°, is all saturated with moisture complicates the 
case, and it will not be quite correct to take a mean tem- 
perature for the columns B, C, D, &c., as we have done with 
dry air in (221). 

The weight of air saturated with vapour is given by col. 8 
of Table 68 ; for 127° we must interpolate between 122° and 
132°, and we have (-065042 + -063039) -r 2 = -06404 lb. per 
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cubic foot, and for the closet 7 feet high -06404 x 7 = '44828, 
the weight of the column in B ; for C, D, &c., we have * 07884 
X 21 = 1-65664, and together -44828 + 1-66564 = 2-104. 
The air in the chimney at 82^ weighs (as a column 1 foot 
square) -07226 X 28 = 2-023 lbs. 

Then by (150), &c., the 28 feet of the lighter air is equal to 
(28 X 2-023) -r- 2-104 = 26-92 feet of the denser, leaving 
28 - 26 - 92 = 1 • 08 foot to produc e vel ocity, which by the 
laws of Mling bodies will give Vl-08 x 8 = 8-3 feet per 
second theoretically. 

Admitting that by the loss of effect from friction, change of 
direction, and successive enlargements and contractions of the 
air-passages through the closet (163) which it would be impos- 
sible to calculate, this velocity is reduced to half (394) (397), 
we shall have 4-15 feet per second in the chimney and open- 
ings generally ; that through the closet would be less, because 
of the greatly increased area there. 

(223.) The chimney and the opening N having to pass, 
as we have seen in (220), 7*7 cubic feet of air per second, must 
have an area of 7-7-^4-16 = 1-85 square foot, and may be 
1-6 X 1*25 foot ; the channel G and the holes in the top of the 
chamber H must be 6 • 95 -7- 4- 15 = 1-67 square foot, &C., &c. 

(224.) To facilitate the establishment of the draught when 
the closet is first heated, it will be well to have an opening P, 
by which the heated air can pass direct from the steam-pipes 
into the chimney; when the draught is well established this 
must be closed, otherwise we should have a waste of heat, and 
the drying operation would be retarded. A sliding door worked 
by a rod outside would be the most convenient mode of regu- 
lating the size of the opening. 

(225.) It will be seen, that with damp air, the chimney must 
not be less than four times the height of the closet. Where 
such a height is impracticable from local reasons, a low one 
may be made to answer by keeping the opening P perma- 
nently open, the effect being to increase the temperature of 
the air in the chimney; but this is an expensive mode of 
effecting the purpose, and where possible, a high chimney 
should always be secured. 
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(226.) ^Drying Cloaets for Asylums, dc*' — In Asylmns, 
Schools, and similar establishments, the size of the drying 
closet mnst be fixed by experience ; it will vary considerably 
with the character of the inmates, &c.. Lunatic and Pauper 
Asylums requiring of course a larger washing and drying 
apparatus than others. Generally, we may allow 1 square 
foot of drying horse for children, say 1^ for men, and 2 for 
women, estimating the apea of the horse as its length multiplied 
by its height ; thus in our case Fig. 68, &o., we have 8*5x6 
X 5 = 255 square feet of surface, which would suffice for say 
260 children; or 256 -r- 1-6 = 170 men ; or 256 4- 2 = 128, 
say 130 women. 

In the case of a school for 1200 pauper children of both 
sexes near London, the work had to be done with thirteen 
horses, each 9*5 x 6*5 feet, which by our rule would have 
sufficed for 9 • 6 x 6 • 5 X 13 = 802 children only. It was 
therefore much too small, and to compensate for that fact, 
very long hours had to be worked; in damp weather when 
the whole of the work had to be done by the closet, from 
6 A.M. to 9 P.M. for six days per week scarcely sufficed to 
-accomplish it. 

An ordinary blanket weighing 3^ lbs. when dry contains 
about 6^ lbs. of water when wrung as dry as possible ; the 
closet Fig. 68 would contain five such blankets, and to evaporate 
the 32 * 6 lbs. of water in them, we should require 32 * 5 -r- 34 * 6 
= • 94 hour, say 1 hour. A common sheet weighing If lb. dry, 
contains 2 lbs. water, and five such, holding 10 lbs. of water, 
would be dried in 10 -r- 34* 6 = • 29 hour, or rather more than a 
quarter of an hour, &c. 

(227.) The weight of water remaining in woven fabrics varies 
very much w;ith the different means adopted for its expulsion. 
Table 82 gives the results of M. Eouget's observations, from 
which it will be observed that hand-wringing, which is the 
method most destructive to the fabric, is also the least effective 
in the result, the weight of water that remains in calico and 
linen being three times the amount left by the hydro-extractor. 
But to obtain these results required from 500 to 600 revolu- 
tions per minute of a cylinder 31 inches diameter. 
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Table 82.— Of the Weight of Water in Woven Fabrics after 
Wringing, &c., the Weight when Dry being 1 '0. 





Flannel. 


CaUco. 


Silk. 


Unen. 


After hand-wringing .. 
After a powerful press 
After rotary hydro-extractor 


2-0 

10 

•6 


1-0 
•6 
•35 


•95 
•5 
•3 


•75 

•4 

•25 



(228.) " Drying at High Temper atwesr—li is stated in (189) 
that if access and free motion of the air employed in carrying 
off the vapour in evaporating and drying operations be pre- 
vented by even a loosely fitting cover, evaporation ceases and 
the drying process is stopped. Iron founders and others, how- 
ever, use a closed room as a drying stove for their cores and 
moulds ; a large coke fire being kindled in an open iron cage in 
the centre, the moulds are piled in, the loosely fitting iron 
doors are closed, and no more air is admitted than is just 
sufficient to keep up a slow fire, the products of combustion 
escaping by the cracks in the doors, &c. At first sight this 
seems to be wrong in principle, but the fact is there is very 
good and deep philosophy in it. If a common drying closet 
were used, with a free current of air at a comparatively low 
temperature as in (214), the surface of the mould would be 
quickly dried, but the interior would remain wet for an in- 
definite time, and when the molten metal was poured into it 
the intense heat would find out the internal moisture, convert 
it into steam, destroy the mould, and endanger the workmen. 
With a closed stove such as described above, the mould is 
either thoroughly dried through, or not dried at all : the drying 
process does not proceed sensibly until the mould is heated to 
212° or the boiling point of water, and then the whole of the 
water in it is converted into steam, and the mould is at once 
dried to its centre. It will be seen from this that a current of 
air is essential only for temperatures below 212° : most drying 
operations are carried on below that temperature. Obviously 
there would be no advantage in temperatures much superior 
to 212°. 

(229.) ^^ Drying in Closed Boom" — ^Drying may be effected 
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at low temperatures without heat or ventilation in a closed 
room, or even in a yacnum, by placing with the articles to be 
dried some material that has a strong afi&nity for moisture, such 
as chloride of calcium or high-dried (228) oatmeal. The rapidity 
of absorption at first will depend simply on the surface area of 
the absorbent exposed to the air, but its continuance will depend 
on the thickness or mass : in either case the rate of absorption 
will decrease with time until the absorbent is fully saturated 
with moisture. 

Oatmeal, dried at 350% f inch deep, exposed to air at a mean 
temperature of 50% and humidity * 7, was found to absorb in 
each of four successive hours 125, 83, 63, and 42 grains per 
flquare foot per hour respectively ; in 1, 2, 3, 4 hours, 125, 208, 
271, and 313 grains were absorbed, so that to absorb 1 lb. in 
those times, we require 56, 34, 26, and 23 square feet f inch 
deep. In each of seven successive days, 1130, 580, 250, 120, 
90, 40, 40 grains per square foot per day were absorbed, so 
that in 1, 2, 3, 4, 5, 6, 7 days 1130, 1710, 1960, 2080, 2170, 
2210, and 2250 grains per square foot were absorbed, equi- 
valent to 4-5, 6-8, 7-8, 8-3, 8-6, 8-8 and 9 per cent, of the 
weight of dry meal, and to absorb 1 lb. in those times we 
require 6-2, 4-1, 3-6, 3-4, 3*226, 3-167 and 3 111 square feet 
respectively. 

Chloride of calcium gave similar results, but was much more 
enduring in its action ; in 1, 2, 3, 4 hours, 78, 156, 234, and 
812 grains per square foot were absorbed, the thickness being 
•f inch, air 48% hmnidity * 75. In each of seven successive days 
1368, 1017, 958, 918, 900, 802, and 703 grains respectively 
were absorbed, so that in 1, 2, 3, 4, 5, 6, 7 days, 1368, 2385, 
8348, 4261, 5161, 5963, and 6666 grains per square foot were 
absorbed, equivalent to 6-0, 10*5, 14-7, 18-8, 22-7, 26-3, and 
29*4 per cent, of the weight of dried absorbent. To absorb 
1 lb. in 1, 2, 3, 4 hours, we require 90, 45, 30, 22^ square feet, 
and to absorb 1 lb. in 1, 2, 8, 4, 5, 6, 7 days, 5-1, 2-9, 2-1, 1-64, 1-36, 
1*17 and 1*05 square feet f inch deep. 

When a given quantity of water has to be absorbed in less 
than four hours, oatmeal is the most effective : if in four hours, 
both absorbents are alike in power, but for four days chloride 
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of calcium has double the power of oatmeal, and three times its 
power for seven days. 

It should be observed, that in these experiments the humidity 
of the air was nearly constant ; as applied to a drying room 
it would be variable : also that the power of the saturated 
absorbents is easily restored by re-drying at a high tempera- 
ture (228). 

(230.) Drying Cylinders'* — In paper-making, calico-printing, 
and other machines, the drying is conveniently effected by 
passing the fabric over polished cylinders of cast iron, &c., 
heated internally by steam. Clement found that a single thick- 
ness of calico in contact with a copper plate heated by steam at 
212° was dried at the rate of 1*46 lb. of water per square foot 
of drying surface per hour. M. Chameroy found the rate to be 
1*8 lb. with one thickness, and '91, or about half, with two 
thicknesses of cloth passing over a cylinder. By many experi- 
ments of M. Eoyer twenty pieces of calico as they came from a 
press weighed 330 lbs., and after drying, 167 lbs., having lost 
163 lbs. of water, but the steam condensed in doing that work 
was 224 lbs., the practical result being 163 -f- 224 = -73, or 
73 per cent, of the heat utilized, and therefore 27 per cent, 
wasted in radiation, &c., which is unavoidable, for the work 
occupied 3^ hours, and the drying cylinder exposes a large 
surface to cold air and radiation. Usually, however, this loss is 
unimportant, for the cost of this method of drying is nothing ; 
where a high-pressure steam-engine is used, the exhaust steam 
instead of escaping into the atmosphere, is made to pass through 
the drying cylinders and give out its latent heat there. In 
such a case a common high-pressure engine is more econo- 
mical than the best condensing engine, the steam being used 
twice over — driving the engine — and heating the drying 
cylinders. 

In another case a machine with six cylinders in a badly 
closed room and external air near the freezing point, the 
weight of steam condensed was double the weight of water 
evaporated, hence 50 per cent, was wasted. 
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CHAPTEE X. 

on HEATING LIQUIDS. 

(331.) " SeattTig lA^idt by Fire direct," — Liquids msiy be 
bwted directl; by a £re, or by steam, wbicb may be applied in 
Bereral ways. Wbeu water is boated by a fire tbe best position 
for tbe £ie is immediately beneath the Teasel, and the worst 
poBaiblo position is tbe top, for when water is heated it eipands, 
beoomes lighter, and ascends, being replaced by colder water, 
wbicb in its turn is heated, and so on until the whole mass is 
tused at once to tbe required temperature. 

(2S2.) Tbe form of tbe vessel is unimportant, only it must 
be snch as to receive the heat of the fire readily ; Figs. 59 and 
GO are common and convenient forms, and for convenience of 
calculation the dimensions given are for a capacity of 1 gallon, 
and the dimensions for any other capacity may be fonnd by 
multiplying by 1/ gall, required ; thus if a copper to bold 
125 gallons was required, the ^ of 125 is 5 and tbe sizes 
would be given by multiplying all the dimensions in the 
Fig. 69 or 60 by 5. 

(283.) For small veaaels of this form we cannot reckon on 
mnJoh more than tbe radiant beat in tbe coals, or 6500 units 
per pound by Table 44, and allowing that 10 per cent, is wasted, 
we have 6500 x -9 = 6850 unite per pound of coal, or 5850 -r 
966 = 6 lbs. of water at 212' to ateam. 
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We may allow 18 square feet of fire surface per cubic foot of 
water evaporated : thus with Fig. 60, for 300 gallons capacity, 
we have a gross area of about 12*5 4- (13 * 3 x 3) = 52 * 5 square 
feet, which will evaporate 52*5 -f- 18 = 2*92 cubic feet, or 
2-92 X 62-32 = 185 lbs. of water at 212°, requiring 185 — 6 
= 31 lbs. of coal, and 31 -r- 10 = 3 square feet of fire-grate, &c. 
Table 83 gives the sizes of coppers up to 300 gallonfi calcu- 
lated in this way. 

(234.) '* Heating Liquids hy Steam." — ^There are three methods 
commonly used for heating liquids by steam: by forming a 
steam-jacket, or double vessel, as in Fig. 60 ; by a worm circu- 
lating through the liquid and filled with steam, as in Fig. 61 ; and 
by blowing the steam by a pipe direct into the liquid to be heated. 

(235.) Peclet gives an experiment with an apparatus of the 

form like Fig. 60, in which 1980 lbs. of liquid (beetroot juice) 

at 39° was raised to 212° in 16 minutes, the steam being at 

30 lbs. per square inch (above the atmosphere), and consequently 

at 274°, and the surface exposed to its action, 25 * 8 square feet. 

_, , . , . 1980 X (212°- 3 9°) x 60 

The work done per hour is \-z k^-tt^ = 

'^ 16 X 25 '8 

50000 units nearly per square foot. The mean temperature of 
the water in this case was (39° + 212°) -f- 2 = 125°, and the 
difference of temperature between that and the steam, 274° — 
125° = 149°; and we have therefore from this experiment 
50000 -7- 149 = 335 units per square foot per hour for a 
diflference of 1°. 

(236.) An experiment was also made with a worm apparatus 
like Fig. 61, the pipe was 138 feet long and 1*34 inch diameter 
outside, having a surface of 48 square feet, and was filled with 
steam at 274°. The vessel contained 880 lbs. of water at 46°, 
which was heated to 212° in 4 minutes, and in 11 minutes more 
550 lbs. of water were evaporated. 

(237.) In the first case the work done per hour in heating the 

880 X (212° - 46° ) x 60 ) .__ .^ 

water was ~ 73 — = 45650 units per square 

4 X 4o 

/212 4- 46°\ 
foot for a mean difference of 274° - (^ ^ J = 146°, and 

for 1° we have 45650 -^ 145 = 315 units. 
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(288.) In the second part of the operation the work done was 

650 X 966 X 60 ^^.^^ u v. j^ . .^ 
jr -jg = 60400 units per hour per square foot ; the 

differenoe between the temperatures was constant, and egual to 
274°- 212°= 62°, therefore for 1° diflference we have 60400-7- 
62 = 974 units. 

(289.) In another experiment with a similar apparatus two 
worms were used, each 49 feet long, 1 * 34 inch diameter out- 
side, presenting altogether a total exterior surface of 39*5 
square feet, filled with 15 lbs. steam having a temperature of 
250° and 132 lbs. of water were evaporated in five minutes, 
The difference of temperature being 250°— 212° = 38°, we have 

182 X 966 X 60 -^^^ .. . ,0 ,.„ _ ^ 

g ~oQ.K QQo = •'•^20 units for 1° difference per square foot 

per hour. 

(240.) An experiment was made by myself, for Easton and 
Amos, of London, with a thin welded tube of wrought iron 
Ij^ inch diameter outside and about -^ inch thick, fixed verti- 
eally in a vessel of water 12 inches square and 3 feet 7 inches 
deep in water as in Fig. 62, steam was turned gently on at A, 
and the cock B was kept a little open to carry off any water 
that primed from the boiler, &c. ; an air-vent was left open 
oonstantly at E, and the water condensed was discharged by an 
open nozzle at C, and collected in a vessel, D. We can estimate 
the amount of heat transmitted in two different ways, namely, 
by the rise in the temperature of the water in F, and by the 
weight of water condensed, and there should be perfect agree- 
ment between the two. The weight of the water in F was 
228 lbs., and it was stirred well to produce uniformity of tem- 
perature ; the surface of the tube in contact with the water was 
1*4 square foot. In one experiment the water was raised from 
65° to 110°, or 45° in 16 minutes, and 10 • 218 lbs. of water were 
oollected at D, the quantity at D, calculated from the rise in 
temperature of the water, ^ould have been (228 x ^5) -r- 966 
= 10 '88 lbs., agreeing very nearly with the experimental 
quantity. The mean temperature of the water was (654-110°) 
-^2 s: 87°* 5; and the difference between that and the steam 
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212°-87°-6 = 124°-6; and we have therefore -|^i^\2^ 

16xl24'5xl'4 

= 230 units per square foot per hour for a difference of 1^. 

Two other experiments gave 207 and 210 units respectively, 

and calculating from the water condensed, rather less in all 

three cases. Table 84 gives the collected results. 

Table 84. — Of the Heating Powbbb of a Vertical Tube with Steam. 



Weight 

of 
Water 
in the 
Vessel. 


Temperature of the Water. 


Water collected at D 
in 16 minutes. 


Error. 


Units per Sqnaie 

Foot per Hoar 

for 1° dlfTerenoe 

of Internal 


Min. 

& 
60 
69 


Max. 


Mean. 


Increase. 


Actnal. 


Calcolated. 


and External 
Temperature. 


lbs. 
223 
223 
223 


110 

102| 

109J 


8?J 
81J 
89| 


o 

45 

42-5 

40-5 


lbs. 

10-218 

8-67 

8-95 


lbs. 

10-38 
9-81 
9-35 


lbs. 
•162 
114 
•4 


230 
207 
210 



(241.) These experimental results appear to be very ano- 
malous, varying as much as 1020 -i- 207 = 5 to 1 nearly, and 
even with the same apparatus (237) (238) and in the course of the 
same experiment as 974 -7-315 = 3*1 to 1. This seems, how- 
ever, to be due simply to the well-known fact, that as water is 
heated it becomes more lively in its movements, the internal 
currents by which the heat is carried off increasing in rapidity 
as the temperature rises, the result being that the particles of 
water in contact with the heating surface are more rapidly 
renewed and more heat is given out. By plotting the experi- 
ments in a diagram we obtain a curve fiom wluch we have 
derived Table 85, applying which to the experiments, the 
anomalies disappear. It is necessary to distinguish between 
the effect with a fixed temperature of water and that with a 
variable one; for the latter, the mean of the effects at each 
temperature between the two extreme points must be taken 
from coL 3. Thus with the vertical tube between 65^ and 
110°, we have 196, 204, 214, 226, and 240 units, the mean 
being 216 units: experiment gave 230 imits. This result 
might have been obtained more easily from col. 4 ; thus from 
40° to 110° being 1466, and from 40° to 60°= 376 units, there- 
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fore fifwn 60° to 110° the mean oomes out (1466 — 376) 4- 5 = 
216 imits as before. For the experiment in (235), where the 
tempentnre varied &am 39° to 212°, we rnuBt t^e a mean of the 
iriiole of coL 3 in Table 85, and we obtain 325 nnits per square 
foot for 1°, as in col. 5. Table 86 gives a general view of all the 
experiments, coL 8 having been caloulated b; Table 86. There 
appears to be practically no difference in effect, between a steam' 
pipe knd a steam-caaed vessel ctf the ordinary form. (206). 
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(242.) The third method of heating fluids with steam by 
blowing it direct into the water to be heated, ie commonly nsed 
for rongh purposes, there are some objections to it for refined 
nee ; where the steam-boiler is connected with a steam-engine 
particlea of grease maj prime over with the steam ; the volome 
of liqnid is augmented bj the steam condensed to a considerable 
extent, thus to heat 100 gallons of water from 32° to 1V^ (^ 



180 



HBATINO LIQT7ID8 BT BTEAM. 



H 

CO 
00 

i 



5 .a 
§ 



H 
1 






1^ 



I 



s 



5 



»i9 



I 



I 



§ 



i 



& 



S 5 



J -S :i 

^ (S a 



CD 
04 



04 

00 



s s 



CO O 1-1 « 
v^ «H d 04 
C9 C4 C4 CO 



O O ^ 

§ 8 £ 



CO 
04 



M5 

CO 



Ot*0»0«'*HO^ 

C0Oi-<C0»-it*C«4O 
04040105c003Ov^ 



I 






OQ 



Q4 



23 ©4 ©4 

O CO CO 



^ t s 



. .Is 



5: K CO 00 "^^ 



t* 04 00 O 00 

O -^^ to Tt4 CO C4 

rH «H 1^ C4 Ol 







s 



I 



©4e404-H^^O/-s 
C404O4O404C4C<l'*^ 



04 04 ^ 
04 04 ^ 



O 04 Od 09 04 

o »^ O O "-^ »^ 
rH »-i »-i 04 04 



04 



i 

I 



CO 



O) O) CO 
CO 00 <<tt 



HXATINO LIQT7IDS BT OAS, BTO. 181 

180°) will require 100 X 10 x 180 = 180000 units of heat, to 
obtain which we must condense 180000 -f- 966 = 186 lbs. of 
steam, or nearly 19 gallons, which will of course be added to 
the water to be heated. Another objection is the loud noise 
with which this method is accompanied ; this may be partially 
obviated by placing the end of the steam-pipe in a small vessel 
full of small fragments of broken granite, &c., a cover of coarse 
wire-gauze being stretched over the mouth of the vessel to 
prevent the stone being scattered by the steam. 

When these objections are not serious this method should be 
used in preference to any other ; it is not only the most simple 
but also the most economical mode of heating by steam, the 
whole of the heat contained in the steam being given out to 
the water. 

(243.) " Heating Liguids hy Oaa, Petroleum, dcJ'—Bj (387) 
the total heat in coal-gas is 696 units per cubic foot, nearly the 
whole of which should be utilized by a properly constructed 
apparatus in which the gas-jets are almost completely sur- 
rounded by the water, and the outlet for the products of 
combustion is a pipe of considerable length traversing the 
water to be heated. Allowing that 10 per cent, is wasted, we 
have 696 x *9 = 626 units utilized, and with *gas at 4:8. per 
1000 this is equal to 626 x 1000 -7- 48 = 13042 units for a 
penny : comparing this with the cost of coal, and allowing, as 
in (389), 44,800 units for a penny, we have the ratio 44800 -^ 
13042 = 3*4 to 1. But in practice the great cost of gas is 
reduced by the fact that the consumption commences and termi- 
nates with the operation ; where a coal fire has to be maintained 
all day to perform occasional work which could be done with 
gas in three or four hours, gas may be cheaper than coals. 

With the common open gas-stoves in which the vessel is 
placed over jets or wire-gauze, there are losses by radiation, &c., 
which reduce the useful effect very considerably : with a small 
portable stove, having a wire-gauze 3 inches diameter, and a 
vessel 8 inches diameter, the mean useful efifect in raising water 
from a low temperature to the boiling point was found by expe- 
riment to be 340 units per cubic foot, or 340 x 1000 -^ 48 = 
7143 units for a penny, or 44800 -r 7143 = 6*27 times the cost 
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of coals. The consumption of gas with this stove wad abont 
10 cubic feet per hour ; hence 340 X 10 -4- 160° = 21 lbs., or 
say 2 gallons of water might be heated from 52° to 212° per 
hour. The area of 8 inches being 7 square inches, we have 
340 X 10 -T- 7 = 486 units per square inch of wire-gauze per hour. 

The total heat in petroleum is by (59) 20,240 units, and if we 
admit, as with gas, that 90 per cent, is utilized with the most 
perfect apparatus, we have 20240 x ' 9 = 18200 units per pound : 
a gallon weighing 8*4 lbs. and costing say eighteenpence, this 
is equal to 18200 x 8*4-4- 18 = 8498 units for a penny, or 
44800 -7- 8498 = 5 * 27 times the cost of coals. 

(244.) ** Heating Liquids ai the Top," — It has been generally 
admitted that water and other liquids will not conduct heat 
downwards, because when heated, liquids become lighter and 
remain persistently in contact with the heating surface, whereas 
when heated at the bottom the heat is rapidly carried upward 
through the mass of the liquid by the lighter stratum rising to 
the surface. 

To test the accuracy of this statement, a flat-bottomed cylin- 
drical vessel of tin plate 7 inches diameter outside, 8^ inches 
deep, was filled with hot water to a depth of 8^ inches, and 
placed with its bottom just touching the surface of a volume of 
cold water, so large that its temperature was nearly constant, 
being raised only 3°, or from 52° to 55°, by the heat received 
from the experimental vessel. The time occupied in cooling 
down successive 10° was observed as given in coL 5 of Table 87. 
Part, however, of the heat thus lost would be due to radiation 
from the surface of the water and the sides of the vessel, to 
ascertain the amount of which, the experiment was repeated 
with the bottom of the vessel in contact with a thick pad of 
blotting-paper, which being by Table 101 one of the worst 
conductors of heat, the loss by the bottom would practically be 
suppressed, and the time to cool down 10° was found to be as in 
col. 4. The difference of time between cols. 4 and 5 is due to 
the heat conducted downwards by the water, but some analysis 
is necessary to obtain the results we require. Thus from 170° 
to 160°, or 10°, required 269" in air, and 110" on water, and we 
have to determine how much of the 10° was due to the air, &c^ 
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and how mncli to the water. In air the loss was 10° in 269'', 
therefore in 110" the loss from air alone would have been 
10 X 110 -f- 269 = 4°-09, hence 10 - 4-09 = 6°-91 was 
dne to the water alone. The weight of water cooled was 
4*27 lbs., and the area of the bottom being *2672 square foot, 
the loss of heat is 4-27 x 5-91 -r- '2672 = 94-4 units per 
square foot in 110", or 94-4 x 3600 -f- HO = 3090 units per 
hour, and the difference of temperature between the water in 
the vessel, and that in contact with its bottom being 165 — 53 
= 113°, we have finally 3090 -f- 113 = 27-35 units per square 
foot per hour for 1° difference. We thus obtain the experi- 
mental results in col. 8, and by plotting them in a diagram we 
eliminate the irregularities of experiment, and we thus find the 
mean results in col. 9, which shows that the loss of heat is not 
constant, but increases with the temperature from 9 * 3 units per 
degree at 85°, to 34-2 units at 195°, or about 3-7 to 1. Com- 
paring this with Table 85, it appears that the heat transmitted 
downwards by a fiat surface is at 85° only about ^^^ P^ ^^ 
the heat given out by an ordinary steam-coil, or steam-jacketed 
vessel i at 195° the ratio is ^th. 

Table 87. — Of Experiments on the Power of Still Water in 

condncting Heat downwards. 



Temp, 
of the 


Mean. 


DUr.of 

Temp, in 

Vessels 

and in 

Bath. 


Time In Seconds 
to cool down lO*'. 


Dne to the 


Units per Sq. Foot per 
Hour for 1° diflf. 


Hot 
Water. 


In 
Air. 


On 
Water. 


Air. 


Water. 


Expt. 


By 
Diagram. 


200 
190 
180 
170 
160 
150 
140 
130 
120 
110 
100 
90 
80 
(1) 


o 

195 
185 
175 
165 
155 
145 
135 
125 
115 
105 
95 
85 

(2) 


o 

143 

133 

123 

113 

102 

92 

81 

71 

61 

50 

40 

30 

(3) 


141 

176 

227 

269 

855 

424 

581 

793 

993 

1355 

a980 

2870 

(4) 


60 

78 

92 

110 

142 

178 

218 

292 

370 

518 

777 

1200 

(5) 


o 

4-26 
4-43 
4-05 
4-09 
4-00 
4-20 
3-75 
3-68 
3-73 
3-83 
3-92 
4-18 

(6) 


o 

5-74 
5-57 
5-95 
5-91 
6-00 
5-80 
6-25 
6-32 
6-27 
6-17 
6-08 
5-82 

a) 


88-60 
30-98 
30-30 
27-35 
23-84 
20-82 
20-32 
17-40 
16-00 
13-71 
11-29 
9-33 

(8) 


34-2 
32 
29-7 
27-3 
25-1 
22-8 
20-6 
18-3 
160 
13-8 
11-5 
9-3 

(9) 
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(245.) " Heating Air, d:c** — Air cannot be heated direct by 
radiant hekt for reasons given in (278), but radiant beat can be 
absorbed by solid bodies, which afterwards give out that heat to 
the air in contact with them. In our dwellings heated by open 
fires, radiant heat alone is given ont usefally by the &te, the 
rest being wasted by passing off np the chimney ; this radiant heat 
is absorbed by the walls, and while part of that passes throngh 
the walls and is dissipated on external objects, the other part 
serves to warm the air of the room (311). In heating air there- 
fore the object is to place heated solid bodies which will im- 
part their heat to the surrounding air. 

(246.) " Heating Air by Stoves'* — Stoves supply a cheap and 
economical method of obtaining heat ; nearly the whole of the 
heat which any fuel is capable of yielding may be utilized by 
using a long flue-pipe conveying the products of combustion 
to the outer air. As much as 95 per cent, of the gross total 
heat in coals may be thus obtained (250), whereas with steam- 
boilers we seldom realize more than 68 per cent., as shown by 
Table 47. 

There are, however, several serious objections to stoves, 
especially for small rooms ; a long flue-pipe is unsightly, and 
on that account inadmissible in many cases ; when made of cast 
iron with the fuel in contact with it on one side and the air of 
the room on the other, the air is burnt and vitiated to an 
intolerable degree ; and in any case the air is apt to become 
uncomfortably dry for reasons given in (204). In the north of 
Europe, where stoves are used exclusively for all purposes, 
they are made of brickwork with thick walls, therefore of large 
dimensions. 

(247.) ^^ Horizontal Flue-j^pes** — The heat given out by a 
stove-pipe varies with the temperature ftom end to end, being 
of course greatest at the end next to the stove where the heat is 
greatest. Let Fig. 11 be a stove-pipe of great length, for the 



XFFBOT OF STOYJE-FIFES IN HEATING AIB. 



185 



purpose of illustration, heated to a dcQl red heat of 1230° at 
one end and 150° at the other, or exit end. Dividing the length 
into six portions with equal difEerences of temperature there 
will be (1230 - 160) -f- 6 = 180° difference between point and 
point, and the series of temperatures will be 1230°, 1050°, 870°, 
690°, 510°, 830°, and 150°, the mean of the intervals being 
1140° 960°, 780°, 600°, 420°, and 240°, and the excess over the 
external air at 60° will be 1080°, 900°, 720° 540°, 360°, and 
180°, as in Fig. 11. Then by the rules in (282), (313), &c., we 
have for a 4-inch horizontal pipe, the results given bj Table 88. 

Table 88. — Of the Heat given out by a Highly Heated Horizontal 
Stove-pipe of Ibon, 4 inches diameter, exposed to Air at 60°. 









Total 


Xeui 






-P®' 


Tempi 

OftlM 


By Badlation to the Walli. 


B7 oontact to the Air. 


SoiiAre 
Foot 


Hpa-i 






Hour. 



1140 
MO 
780 
•00 
420 
240 



Emtio. 



Uniti. 



B. ms. 

*7 X 1080 X 23*00) = 17388 
7 X 900 X 12-68)= 798d 
720 X 7 '17)= 3614 
4-19)=: 1584 
2-56)=: 568 
1-61)= 2U3 



•7X 
•7X 

(•7 X 
[•7X 



640 X 
360 X 
180 X 




Bfttlo. 



Mean = 74 



A. hUL 

6746 X 1080 X 2-450) = 1520 or 

fr745X 900X2-348) = 1214 „ 

720X2'230)= 922 

540X2* 086)= 647 

360 X 1-897)= 392 

180X1*615)= 167 



*6746 X 
6746 X 
6745 X 
5746 X 



Unitai Per Cent Units. 

8 = 18908 
14= 9202 
21 = 4536 
29= 2231 
41 = 960 
45 = 370 



>» 



Mean = 26 



The heat lost between point and point in Fig. II is equal, 
namely, 180% but the loss per square foot is very unequal, as 
shown by the table ; thus at the end next the stove 18,908 units 
per square foot are lost per hour, and the distance from A to B 
necessary to reduce the temperature of the pipe 180^ would be 
very short, but at the exit end, only 370 units per square foot 
are lost, and the distance F, G must be greater to effect the 
same reduction of 180°, in fact it must be 18908 -^ 370 = 61 • 1 
times the length A, B. Then if the first length A, B is 1 foot, 
the next B, must be 18908 4- 9202 = 2 * 05 feet ; the next 
C, D = 18908-7-4636 = 4-17 feet, &c., &c., as in Fig. 11. 
The total loss of heat will now be the same for each length ; 
for instance, the first length loses 18,908 units and the last 
870 X 61 * 1 = 18908 units also, and so on throughout. The 
loss by the whole pipe will be 18908 x 6 = 113448 units, or 
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113448 -^- 86-12 = 1317 units per foot nm: we have hoie 
assumed that the surface area of a 4-inch pipe is 1 square foot 
per foot run, which is near enough to the truth for practical 
purposes. 

(248.) It should be observed, that not only does the total 
amount of heat given out vary greatly with the temperature 
from end to end, but also that the proportions into which it 
divides itself between the walls and the air vary greatly with 
the temperature : at the stove end 92 per cent, of the total heat 
emitted by the pipe is given out by radiation to the walls, and 
only 8 per cent, to the air ; but at the exit end the heat is nearly 
equally divided, the walls receiving 55 and the air 45 per cent 
Taking the whole length of the pipe, the walls receive 74 per 
cent, and the air 26 per cent, of the heat emitted. At still 
lower temperatures the air would receive half the heat or even 
more (316). When therefore the object is to heat the, walls 
rather than the air, which is sometimes the case (311), (373), 
the temperature of the pipes should be high, and stove-pipes 
are more effective than hot-water, or low-pressure steam pipes. 
The effect of the latter may be seen by Table 88, the lowest 
temperature in col. 1, or 240°, is that due to 10^^ lbs. steam by 
Table 71, and the heat is divided into 55 per cent, to the walls 
and 45 per cent, to the air. The heat thus received by the 
walls is usually divided again into two parts, one part heating 
the air in contact with the wall, and the other passing through 
the T/all to the outer surface, where it is finally dissipated and 
wasted. 

(249.) To apply these results to practice: by (60) the gross 
total heat in a pound of coals is 13,000 units, which by (98) is 
reduced to 12,350 units nett, of which say one-fourth, or 3090 
units, is given out by the body of the stove, leaving 9260 units 
to be given out by the flue-pipe. The air being heated 1170°, 
or from 60° to 1230°, the weight capable of carrying that heat 
is 9260 -f. (1170 X '238) = 83-3 lbs., and as this passes out of 
the pipe at 150°, or 90° above the atmosphere, it still retains 
83 • 3 X 90 X • 238 = 713 units of heat which is wasted, thus 
leaving 9260 — 713 = 8547 units per pound of coal to be given 
out by the surface of the pipe. We found in (247) with tho 
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ecmditions there assnmed, the mean rate of heat given out was 
1317 units per square foot, we shall therefore reqnire 8547 -r- 
1317 = 6*5 square feet of surface per pound of coal. Then, 
with a stove burning say 10 lbs. of coal per hour we require 
6*5 X 10 = 65 square feet, and with say a 7-inch pipe the 
length would be 65 -r- 1 * 84 = 35 feet. 

Table 88 is calculated for a 4-inch pipe, but may be applied 
within moderate limits to pipes of other sizes without serious 
error. 

(250.) With these proportions only 713 -f- 13000 = • 065, or 
5^ per cent, of the gross total heat in the fad, is wasted and 
94^ per cent, is utilized, but to obtain so good a result, a large 
surface of flue-pipe was necessary. If the air be permitted to 
escape at a higher temperature than that we have assumed, 
namely, 150^, the heat given out per square foot would be 
greatly increased, and the surface area of the pipe might be 
reduced. This is shown by Table 89 ; thus with 330"^ instead 

Table 89. — Of the Effect of Stove-pipes ai diflferent 

Tempebatubes. 



Temp. 


Temperatnie at Exit End of Pipe. 


Lbs. of 

Air per 

lb. of 


at 
Stove 
lijidof 


1050 


870 


O o 

690 1 610 330 


o 
160 


Pipe. 


Total UnitB <tf Heat per Square Foot per Hour. 


CoaL 


1230 
1050 
870 
690 
SIO 
330 


18908 


12400 
9202 

• * 
* . 

* • 


7856 

6080 
4536 

• • 

• • 

• • 


4934 
3958 
3079 
2231 

• • 

• • 


2700 
2223 
1774 
1360 

960 

• • 


1317 
1111 
910 
719 
534 
370 


33-3 
39-3 
48-1 
61-8 
86-5 
1440 



of 150^ at exit, the mean heat per square foot is more than 
doubled, becoming 2700 instead of 1317 units per hour, and the 
surface might be reduced to half. But in that case, the air 
would escape at 330 — 60 = 270° above the atmosphere, carrying 
off 33-3 X 270 X -238 = 2138 units, or 2138 -f- 13000 = -16 
or 16 per cent, of the gross total heat in the fuel, and only 
84 per cent, would in that case be utilized. If the air enter/ 
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from the stove at 1280^, and be allowed to escape sncoessively 
at 150°, 330°, 610°, 690° 870°, and 1050°, as in Table 89, the 
heat wasted would be respectively 5j^, 16, 27, 35, 49, and 60^ 
per cent, of the gross total heat in the coals. 

(251.) " Vertical Flue-^pes to Stoves:'— Bj (248) it is shown 
that at high temperatures the heat given out is principally that 
due to radiation, which is independent of form and position of 
the radiant (277), there will therefore be practically little 
difference between horizontal and vertical pipes. 

Peclet made some experiments on vertical flues of cast iron, 
sheet iron, and earthenware, and obtained very anomalous re- 
sults, cast iron appearing to emit three times as much heat as 
sheet iron ones under similar circumstances. 

" Vertical Cast-iron Flues" — A chimney of cast iron 54 feet 
high, 8 inches internal diameter, -^ inch thick, total outside 
surface 122 square feet, was mounted on a small furnace, the 
temperature was taken at the top and bottom, and the velocity 
of the current was measured directly by the time which a whiff 
of smoke occupied in passing from the bottom to the top. The 
temperatures were 347° at the bottom, 170° at the top, external 
air 68°, and the velocity 14-8 feet per second. 

The mean temperature of the air in the chimney was 
(347 + 170) -7- 2 = 258°, its weight by Table 24, -055 lb. per 
cubic foot, and the cross-sectional area being 8* x * 7854 -4- 144 
= "35 square foot, we have -35 X 54 x '055 = 1*04 lb. of air. 
This weight of air parts with 347 - 170 = 177° of heat, wid 
its speciflc heat (5) being '238, this is equal to 1*04 x 177 X 

* 238 = 43 * 8 units of heat : this loss occurs in the time which 
a particle of air occupies in passing through the pipe, or in 
64-7-14*8 = 3*65 seconds: in an hour therefore the loss 
would be 43*8 X 3600-7-3*65 = 43200 units, or 43200 -?- 122 
= 354 units per square foot per hour. 

(252.) To calculate the heat given out by the rules (313) we 
may take B for new cast iron at * 648 from Table 95, and A at 

* 45 from Table 100. ' The mean temperature of the pipe being 
258°, and the excess above external air 258 — 68 = 190°, the 
ratio for radiation by Table 104 is 1 * 72, and for contact of 
air, 1*63 by Table 105, and the calculated loss comes out 
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(•648 X 190 X 1-72) + (-46 x 190 x 1-63) = 861 units per 
sqnaxe foot per hour, or very nearly the experimental amount 
of 354 units. 

(253.) " Vertical Sheei-iron Flues." — Similar experiments 
were made with a sheet-iron chimney 52 feet high, 3j^ inches 
diameter, surface 48* 6 square feet. The mean of eleven expe« 
riments gave : temperatures, at the bottom 536°, at the top 170^, 
external air 68°, velocity 9*8 feet per second. 

The mean temperature of the air in the chimney is 353°, its 
weight '049 lb. per cubic foot, and the cross-sectional area of 
the pipe being 3*5'' x ' 7854 -f- 144 = -067 square foot, the 
weight of the air in the chimney is *067 X 52 x *049 = * 17 lb., 
which parts with -17 X (536 - 170) X '238 = 14*8 units of 
heat in 52-7-9*8 = 5*3 seconds, or 14*8x3600-7-5*3 = 
10064 units per hour, or 10064 -7- 48* 6 = 206 units per square 
foot per hour. 

Calculating as before (252) the value of B for ordinary sheet 
iron is *5662 ; f or A = '48 ; the ratio for radiation, 2*2 ; for 
contact of air 1 * 8, and the calculated loss becomes ( * 5662 x 
286 X 2*2) + (-48 x 285 x 1*8) = 601 units per square foot 
per hour, or nearly three times 206 units, the experimental 
result. It is difficult to account for this great discrepancy, and 
the experiments must be regarded as of doubtful accuracy. 

(254.) ^Height of Chimney far Stoves." — •Considering the 
case in which the flue-pipe itself forms the chimney, we may 
have 1st, a uniform slope from end to end ; 2nd, the part next 
the stove may be vertical and thereby act as a chimney while 
the rest is horizontal ; and 3rd, the vertical part may be at the 
exit end. Taking the case in (249) we have a pipe 7 inches 
diameter, 35 feet long, which has to discharge 33*3 x 10 = 
833 lbs. of air per hour, or 5 * 56 lbs. per minute ; and it is the 
same throughout the length, but the volume varies with the 
varying temperature from end to end. At the stove end the 
mean temperature being 1230° by Pig. 11, we have by Table 24, 
5 * 55 -7- * 0235 = 236 cubic feet, and with 150'' at the exit end 
5 • 55 ^ • 0649 = 86 cubic feet per minute. The discharge may 
be calculated by the rules in (155), &c., and it will be nearly 
correct if we ti^e the arithmetical mean, or (236 -|~ 86) -f- 2 = 
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161 cubic feet for the friction, and the maximam yolome or 
236 cubic feet for calculating the head due to velocity at 
entry. 

The head for friction with 161 cubic feet in a 7-inch pipe 
11-7 yards long, by Table 61, is -0000309 x (161 -r- 100)* x 
11*7 = -00094 lb. per square inch, or 00094 x 144 = -136 lb. 
per square foot for friction alone. The area of a 7-inch pipe 
being - 267 square foot, the maximum velocity at entry will be 
236 -T- ( - 267 X 60) = 14- 7 feet per second, the head for which 
by the laws of fiEilling bodies with *93 coefficient for con- 
traction (153) is |l4-7-f-(8 X -93^= 3-9 feet, which in air 

at the external temperature, say 62^, is by Table 24 equivalent 
to 3-9 X -0761 = -297 lb. per square foot for velocity alone, 
which added to that due to friction gives a total of * 135 + 
- 297 = - 432 lb. per square foot, 

(255.) If the £ue were fixed with a uniform slope, the whole 
of it would be available as a chimney ; in that case we must 
find the mean temperature of the internal air, which will not be 
the arithmetical mean of the extremes, or 690°, because although 
the temperatures decrease in that ratio, the lengths at each 
temperature are very variable, as shown by Pig. 11. If we 
multiply the mean temperature of each division A B, B C, &c, 
by its length, and divide the sum by the total length, we obtain 
387^ as an approximation to the true mean temperature of the 
air in the whole length. By Table 24, the weight of air at 387° 
is - 047 lb. per cubic foot, while the weight of the external air at 
62° is -076 lb., we have therefore for each foot in height of 
chimney an unbalanced pressure of -076 — -047 = -029 lb. 
per square foot, and the exit end must be *432 -f- -029 =s 15 
feet higher than the stove end with uniform slope. 

If the vertical part serving as a chimney is at the stove end, 
the mean temperature of that part would be about 1140°, as in 
Fig. 11, giving -076— -025 =-051 lb. unbalanced pressure 
per foot in height, and we require -432 -r- '051 = 8-47 feet to 
be vertical, and the rest, or 26*53 feet, might be horizontal. 

If the vertical part is at the exit end, the mean temperature 
of that part would probably be about 240°, giving * 076 — * 056 
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ss •02 lb. unbalanced pressure per foot in height, and the 
vertical part must be '432 -f- *02 = 21 feet high. 

(256.) "Heating Air hy Steam-pijpeSy dc" — We shall see by 
(^316) that the amount of heat given out by heated pipes to the 
surrounding air per square foot of surface, is not constant, but 
Taries with the diameter, small pipes being most effective, and 
that 2, 8, 4 and 6 inch pipes yield respectively 327, 303, 291, 
and 279 units per square foot per hour, when the temperature of 
the pipe is 210^, and of the external air, &c., 60^. With thin 
metal such as is commonly used in practice, we may admit that 
the outside surface has sensibly the same temperature as the 
steam within, see Table 108 and (319), and assuming ^, ^, -j^, 
and f inch for the respective thicknesses, we obtain * 654, * 95, 
1 * 21, and 1 * 767 as the area or surface of the different pipes per 
foot run. Taking the 4-inch as an example, we find the loss of 
heat per foot run to be 291 x 1 * 21 = 852 units per hour ; the 
specific heat of air (5) being *238, tVis is equal to heating 
852 -f.-238 = 1479 lbs. of air T, and as by Table 24 a cubic 
foot of air at 62° weighs -0761 lb., we have 1479 -f- • 0761 = 
19485 cubic feet of air at 62°, heated V per foot run of 4-inch 
pipe per hour. 

Table 90 has been calculated in this way, the loss per square 
foot for the different temperatures having been calculated as in 
(816). 

"Pipe8 enclosed in Narrow Chambers or Channels.** — When 
pipes are enclosed in small chambers, whose sides being very 
near them, become highly heated, they emit very much less 
heat than when freely exposed to air and distant walls, having 
IV low temperature. This case is investigated in (317) and 
(409), from which it appears that the loss in the case of an 
enclosed pipe is about 70 per cent, of the loss when freely 
exposed ; and thus we obtain the numbers in the second part of 
Table 90. 

(257.) " Effect of Variations in Internal and External Tempe- 
rature** — The Table 90 is calculated for pipes freely exposed in 
a room with air at 60°, but sometimes for drying and other 
purposes the air is at a much higher temperature, and at other 
times the temperature is much below 60°. The effect of these 
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changes on the amount of heat emitted is given by Table 91 
for a great range of external and internal temperatures ; thu9 
say that we required 1000 cubic feet of air per minute, or 60,000 
cubio feet per hour at 82^, the external air being at 32^ ; then 
by the table, we should require 60000 -7- 211 = 284 feet of 



Table 01. — Of the Gxtbic Feet of Ant (at the Temperature of the 
Boom) HEATED from the External Tempebatubes, per hour per 
foot run of Steam-pipes, heated to 210°, and exposed to Aib, iS^., 
having the Temperature of the Heated Room. 



Tempe- 


Temperature of Air in the Room. 


ntare 

of the 

BxteniAl 


42° 


52° 


62° 


72° 


82° 


92° 


102° 


Air. 


Cubic Feet of Air I7 a-lnch Pipe. 


& 
22 
32 
42 
52 


451 

626 

1253 

• • 

• • 


302 

403 

604 

1208 

• • 


225 
281 
375 
513 
1126 


186 
223 
279 
372 
557 


151 
176 
211 
264 
352 


124 
141 
165 
198 
247 


102 
115 
131 
153 
184 




Cubic Feet of Air by 3-inch Pipe. 


12 
22 
82 
42 
52 


560 

840 

1680 

.. 


406 

502 

813 

1626 

• • 


313 
391 
521 
782 
1563 


250 
800 
375 
500 
750 


204 
238 
285 
354 
475 


168 
192 
224 
268 
335 


138 
156 
178 
208 
250 


• 


Cubic Feet of Air by 4.inch Pipe. 


12 
22 
32 
42 
52 


685 
1028 
2056 

• • 

• • 


496 

661 

992 

1984 

• • 


382 
478 
637 
955 
1910 


307 
369 
461 
615 
922 


249 
291 
849 
437 
583 


206 
235 
274 
329 
411 


170 
191 
219 
255 
806 




Cubic Feet of Air by 6-inch Pipe. 


12 
22 
82 
42 
52 


960 
1440 
2881 

• • 

1 


702 

936 

1404 

2809 

• • 


536 

671 

894 

1342 

2683 


428 
514 
643 
857 
1285 


351 
409 
491 
614 
818 


264 
830 
385 
462 
578 


240 
270 
809 
360 
432 
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a-inch pipe, or 60000 -f- 285 = 210 feet of 3-iiicli, or 60000 4- 
849 = 172 feet of 4-mch, or 60000 4- 491 = 122 feet of 6-mch 
pipe, &c., &c. 

(258.) "iltV-cocA», etc." — Water at ordinary temperature 
always contains a considerable quantity of air, which is expelled 
by heat, and passes off mixed with the steam, retarding the 
communication of the heat to the pipe containing it. It is 
therefore necessary to get rid of it, and this can be done most 
simply by small cocks fixed here and there along the course of 
the pipes, usually on the top ; but air being heayier than steam 
at the same temperature and pressure, as shown by (177), theory 
indicates that the air-cock should be at the bottom of the pipe, 
and in one or two cases in which it has been tried, practice does 
not disprove it, so that the apparatus used to discharge the water 
condensed may sometimes be used to get rid of the air also. 

(259.) ^^ Apparatus for discharging Condensed Water " —The 
quantity of water condensed by steam-pipes is shown by (316) ; 
it is very considerable, and being constant, the apparatus eliould 
be self-acting. Where the steam is taken from a low-pressure 
boiler, an inverted syphon. Fig. 50^^, is the most simple contriv- 
ance for this purpose ; but when the heating pipes are at the 
ground level, the syphon requires an excavation to be made for 
it, which may be difficult and sometimes impracticable; for 
7 lbs. steam the column of water required is, by Table 38, about 
16 feet, and allowing a margin for fluctuation in pressure, the 
syphon should not be less than 20 feet long for that pressure. 
There is a considerable loss of effect by the use of this apparatus, 
arising from the circumstance that the water is discharged at a 
very high temperature ; in fact, at or near that of the steam, so 
that with steam at 210^ and exterior air at 60^ we might have 
1178 — 60 = 1118 units of heat per pound of steam ; but if the 
water is discharged at 210°, we obtain only 1178 - 210 = 968 
units, or 968-7-1118 = '86, or 86 per cent, of the available 
heat, and 14 per cent, is wasted. 

(260.) Figs. 51 and 52 show a simple apparatus by which 
this loss may be avoided, the water being retained till nearly 
cold ; and it has the further advantage of discharging the air as 
well as the water : A is a |-inch gas-pipe about 8 or 9 feet long ; 
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B B two rods of wrought iron about ^ incli diameter, secured 
bj nuts at the upper end to the winged socket D, which is fixed 
to the pipe by the pinching screw E, and similarly secured at 
the lower end to the cross-bar C, which carries a screw G by 
which the valve H is adjusted ; those rods are guided by passing 
loosely through wings F F on the valve seat. The best position 
for this apparatus is the vertical one, as shown by Fig. 52 ; but 
where a vertical position is inconvenient, it may be fixed at only 
a slight angle with the horizon. The pipe A communicating 
with the bottom of steam-pipe J, will, when filled with steam, 
have the same temperature as that steam, and the screw G must 
then be regulated so as just to close the valve. The water that 
18 condensed accumulates in A, and becoming cold, the pipe A is 
shortened, while the rods B B are not affected ; the valve seat 
therefore retreats from the valve, which opens and allows the 
cold water to escape ; but when hot water or steam follows, the 
pipe A, becoming heated, is expanded again to its normal length, 
and the valve is again closed, and so on. The variation in 
length is not very great, but with the length given is found by 
experience to be suficient for the purpose. Taking the expan- 
sion of wrought iron from Table 16, and allowing that the water 
escapes at 110° while the steam is 210°, the expansion for a 
length of 108 inches is -000006689 x 108 x 100 = -072, or 
about i^tii of an inch. A brass tube about 6 feet long would 
expand about the same as an iron one 9 feet long, and may be 
used where a great length is objectionable. 

(262.) Fig. 54 shows a valve box and float which is sometimes 
used for getting rid of the condensed water. A is a float of 
copper, &C., attached by a loosely-fitted ring or shackle B to the 
valve C ; a ring of metal D is cast on the bottom, and serves to 
receive and retain the float in position ; a similar ring E on the 
cover serves to prevent the float rising too high, and thereby 
drawing the valve out of its seat, &c. There is some difficulty 
in practice in keeping the float tight, esx>ecially with high- 
pressure steam, and the valve is apt to stick and give trouble. 
The steam, &c., enters at F, and the condensed water escapes 
atG. 

(263.) It is very desirable that the water should not be 

a2 
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wasted, but wherever possible it should be conducted back to 
the boiler, and used over and over again ; ordinary water con- 
tains salts of lime, &c., &o., which in the case of a steam-boiler 
do not pass off with the steam, but are deposited on the internal 
surface of the boiler, and are very destructive, by obstructing 
the transmission of the heat and causing the metal to become 
unduly heated ; but by feeding the boiler with the water re- 
turned from the steam-pipes, which is of course pure distilled 
water, this may be avoided. In most cases where there is no 
steam-engine, a small donkey engine and pump is used; but 
latterly the Giffard's Injector has been used, and is by far the 
neatest and cheapest apparatus for this purpose. 

(264.) " Expansion of the Pipes" — Arrangements should be 
made to allow for the expansion caused by the great changes of 
temperature which steam-pipes experience ; the simplest course 
is to mount them on rollers like Fig. 53, allowing them liberty 
at the ends to expand freely. In long ranges the expansion is 
considerable ; thus with high-pressure steam at 300° and air at 
50^, we have 250*^ difference between the extremes, and a pipe 
100 feet long expands -000006167 X 250 x 100 x 12 = 1-85 
inch; with low-pressure steam at 210^ and air at 50^, the 
expansion would have been 1 * 184 inch. 

(265.) Where the movement of the pipe is inconvenient, an 
expansion joint must be used. Fig. 56 shows a good form for 
this ; all the fitting parts should be roughly turned and bored, 
but' should be slack fits ; -^th play may be allowed with advan- > 
tage all over. C is a wrought-iron safety ring riveted on the 
end of the pipe A, the object of which is to prevent accident by 
the pressure of the steam blowing the joint apart ; this pressure 
is considerable, for instance, with a 4-inch pipe, ^ inch thick, 
and 45 lbs. steam, there is a force of 882 lbs. tending to blow 
the spigot out of its socket ; and if by an oversight in fixing, a 
sufficient resistance is not provided, a serious accident may ensue. 
This cannot happen with Fig. 56, the wrought-iron ring C being 
prevented from coming out by a second ring D, which again is 
kept in position by the packing and gland bolts. Care should 
be taken infixing, so as to adjust the length of the pipes, that C 
has room to move in the right direction ; the effect of expansion 
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being to increase the length, C shonld be nearly touching D 
when cold, and the distance from C to E should of course be 
sufficient to allow for the utmost expected variation in length ; 
if by carelessness C is fixed in contact with E, there can be no 
expansion, and the apparatus is useless. 

(266.) « Heating Air hy Hot-water Pipes:'— Jn Fig. 47 let 
ABOD be a pipe filled with water, and let heat be applied at 
A ; the column A B will be heated and expanded, and becoming 
thereby lighter than the counterbalancing column CD, will 
begin to ascend in the direction shown by the arrow. Let us 
suppose that at A the water is heated to 210°, and that the air 
is at 60% the pipe will give out heat to the air, so that the heat 
imparted to it at A is gradually and progressively lost; and 
assuming that it returns to A at 110% and that it loses equal 
amounts of heat for equal distances from A, we obtain the series 
of temperatures given in the figure. We can calculate the 
▼elocity of the water in any particular case ; say that the height 
AB was 40 feet, BC and AD 10 feet each, and the pipe 
4 inches diameter, then by Table 21 we find the relative specific 
gravities of water at lOO'' and 140'' to be about as *9659 to 
* 9822, and the column C D being 40 feet, will be opposed by the 
column AB, having a weight equivalent to 40 x * 9659 -f- * 9822 = 
89*386 feet; the two columns, therefore, do not balance one 
another, but there is a difference of 40 ~ 39 * 336 = * 664 foot, 
or 8 inches, tending to produce motion in the water, and which 
by the principles of hydraulics would produce a velocity equal 
to the discharge of 70 gallons per minute. But 70 gallons, or 
700 lbs. of water per minute cooled 100°, would yield 700 j< 
100 X 60 = 4200000 units per hour, whereas by Table 90 a 
4-inch pipe at a mean temperature of 160°, gives 210 imits per 
foot, or in our case 210 x 100 = 21000 units per hour only, so 
that we have an excess of power, and to obtain the conditions 
shown by Fig. 47, which we assumed for the purpose of illus- 
tration, the pipe would have to be throttled by a valve or cock, 
&c. ; or if left free, the water would return to the boiler at A at 
a temperature very little less than it left it, in which case the 
pipe being at a higher temperature throughout, would impart 
more heat than we found for it. 
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(267.) Fig. 48 shows a pipe precisely similar to Fig. 47, but 
here the fire is at B, half-way up the pipe ; assuming the same 
temperatures as before, it will be seen by the figures that the 
mean temperature of both columns is exactly the same, or 160° ; 
of course in such a case there is equilibrium, and no motion will 
ensue, nor will any forcing of the fire produce it. This will 
serve to show that in all cases the fire should be as near to the 
bottom of the ascending column as possible; when quite at 
the bottom, a very short column indeed will suffice to produce 
the necessary motion. 

(268.) Velocity necessary to renew the Heai,'* — Let Fig. 49 be 
a pipe 500 feet long, 4 inches diameter; AB and CD each 
1 foot, and let A B have a temperature of 210° and C D 160°, 
the water returning to B at 110°. At the given temperatures 
of 210° and 160°, Table 21 gives about -9685 and -9761 for 
the specific gravities of water, so that AB being 12 inches 
C D would be equal to 12 X -9585 -r- '9761 = 11^783 inches ; 
there woxdd therefore be an unbalanced pressure of 12 —11*783 
= • 217 inch tending to produce motion. By Table 92, which 

Table 92. — Of the Friction of Water in Pipes. 



Velocity 
in Feet 


^^A 


Theoretical 
Head to 


Velocity 
in Feet 


5xd. 


Theoretical 
Head to 


per 


Z^^' 


produce the 


per 


prodnce the 


Second. 




Velocity in 
Colnmn 1. i 


! Second. 




Velocity in 
Golamn 1. 






inches. 


i 




inches. 


•01 


•000008866 


•0000187 


! ^13 


•0001943 


•003168 


•02 


•00001870 


•0000750 


•14 


•0002169 


•003675 


•03 


•00002813 


•0001687 


•15 


•0002394 


•004118 


•04 


•00004148 


•0003000 


i -2 


•0003702 


•007500 


•05 


•00005437 


•0004687 


•25 


•0005266 


•011717 


•06 


•00006830 


•0006750 


•3 


•0007080 


•016875 


•07 


•00008320 


•0009187 


•35 


•0009154 


•022968 


•08 


•00009920 


•001200 


•4 


•001148 


•030000 


•09 


•0001161 


•001518 


•45 


•001406 


•037970 


•10 


•0001341 


•001875 


•5 


•001700 


•046850 


•11 


•0001532 


•002268 , 


•55 


•00200 


•056720 


•12 


•0001732 


•002700 ' 


•6 


•00233 


•06750 



is calculated by Prony's formula, we may find the velocity 

H 
which that small head would generate, ioT •=r x d is in our case 
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•217 

gjrjrjr X 4 = * 000144, which by the table is eqnal to a velocity 

of about * 105 foot per second, an extremely small velocity, but 
more than sufficient for the purpose, as we shall see presently. 
By Table 90 we find that a 4-inch pipe at 160'' gives 210 units 
per foot run per hour ; we have therefore in our case 210 x 
500 = 105000 units per hour, or 105000 -r- 3600 = 29 * 1 units 
per second, and each foot of water in a 4-inch pipe weighing 
5 * 4 lbs., losing in our case 100°, this is equal to 5 * 4 x 100 = 540 
units per foot, and to obtain 29 * 1 units, the water must move 
with a velocity of 29 • 1 -f- 540 = • 053 foot per second ; we found 
the velocity really obtained to be * 105 foot per second, or double 
He minimum necessary, so that with the given conditions, 
vertical columns only 1 foot high will work a pipe 500 feet 
long effectively. 

(269.) To facilitate these calculations, we have given in 
Table 93 the head to be obtained with different temperatures 
of vertical columns of water in the descending pipe, that of the 

Table 98.— Of the Heioht of Equivalent Columns of Wateb at 
different I'empbratubbs, the Height at 212° belDg 12%inches. 





Temperft- 


Height of 


DiflierenoB 


Tempera- 


Height of 


Difference 






tureof 


Oolanmin 


from 212° 


ture of 


Column in 


from 212° 






Water. 


IncbeB. 


in Inches. 


Water. 


Indies. 


in Inches. 






o 
212 


12*000 


-000 


o 
122 


11^647 


•353 






202 


11-954 


•046 


112 


11-611 


-389 






192 


11-908 


-092 


102 


11-599 


-401 






182 


11-868 


•132 


92 


11-570 


•430 






172 


11-824 


-174 


82 


11-550 


-450 






162 


11-783 


•217 


72 


11-532 


•468 






152 


11-746 


•264 


62 


11-518 


•482 






142 


11-710 


-290 


52 


11-508 


-492 






132 


11-677 


•323 


42 


11-502 


•498 





ascending column being 212°. In Table 94 we have given the 
minimum velocity of current necessary in different sized pipes 
100 feet long, calculated as in (268). It will be foimd that 
when the temperatures are constant, the velocity necessary varies 
in the simple ratio of the length of pipe, so that the table 
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applies to all cases. Thus a pipe 1000 feet long will require 
ten times the yelocity for a pipe 100 feet long, &o. 

Table 94. — For Hot-watbb Pipes, showing the 3llinimam Velocity 
of Garrent necessary for the Benewal of the Heat in a Pipe 100 feet 
long, with diflferent Temperatures of Pipe, exposed to Air at 60°. 





Temperafciire of the Water in the Pipe. 


Diameter of Pipe in Inches inside. 








As it 


As it 




2 


3 


4 


6 






Mean. 


leaves 
the 


retains 
to the 


Differ- 
ence. 






















Boiler. 


Boiler. 




Velocity in Feet per Second. 




• 


o 

205 


o 

210 


o 

200 


o 

10 


•3900 


•2290 


•164 


•1040 






200 


210 


190 


20 


•1993 


•1190 


•0817 


•0510 


• 




190 


210 


170 


40 


•0904 


•0535 


•0367 


•0230 




180 


210 


150 


60 


•0545 


•0326 


•0224 


•0139 






170 


210 


130 


80 


•0368 


•0219 


•0151 


•0094 






160 


210 


110 


100 


•0262 


•0156 


•0107 


•0067 






150 


210 


90 


120 


•0191 


•0119 


•0786 ^0049 





Note. — ^The velocity necessary is simply proportional to the length of 
the pipe ; thus a pipe 500 feet long requires five times the velocity given 
by the table for 100 feet, &o. 

(270.) 'BMe 92 will enable ns to calculate the velocity of 
the current, having the head given by Table 93, &c., &o. 

1st. Having the length, diameter, and velocity given, to find 
the heady take from Table 92 the number in column 2 oppo- 
site to the given velocity ; this multiplied by the length of the 
pipe in inches, and divided by the diameter of the pipe in 
inches, will give the required head in inches, the hei^t of 
column to give which must be calculated by Table 93. 

2nd. To find the velocity, multiply the given head in inches 
(obtained by Table 93) by the diameter in inches, and divide by 
the length of the pipe in inches, and find the nearest numb^ 
thereto in column 2, then opposite to that, in column 1, is the 
required velocity. 

These rules do not include the head due to velocity (155) 
which is given by column 3 of Table 92. But this is so small 
that in most cases it may be neglected, except with very short 
pipes; thus the head due to *053 foot velocity in (268) is only 
•0005, or thjW*^ ^^ ^^ water. 

(271.) We found in (268) that columns 1 foot high were 
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sufficient to work a pipe 500 feet long ; but to obtain that result 
we were obliged to allow the water to return to the boiler very 
mnch reduced in temperature. The mean temperature of the 
pipe being low, we obtained &om it only 210 units per foot, 
whereas we should have had 352 imits if the water had retained 
throughout the temperature of 210°. It is desirable, therefore, 
to give long vertical columns where possible, as the temperature 
may then be higher, and the system more efficient. The velocity 
necessary for the renewal of the heat being proportional to the 
length, and the head or height of vertical columns proportional 
to the velocity squared, multiplied by the length, it follows 
that the height of column should be proportional to the cube of 
the length of the pipes, so that for lengths, 1, 2, 3, the column 
should be in the ratio 1, 8, 27. 

(272.) Let Fig. 50 be a 3-inch pipe 400 feet long, and say 
that we require to find the height of the columns A and B for 
different temperatures; say A is 210° and £ 190°, the mean 
temperature is then 200^« Table 94 gives * 119 as the neces- 
sary velocity for a pipe 100 feet long. In our case we require 
•119 X 4 = '470 foot per second, which is between '45 and '5 

in Table 92 ; we may take =- x d in column 2 therefore at 

' 00155, which (270) multiplied by the length and divided by 
the diameter, both in inches, or in our case * 00155 x 4800 -H 
3 = 2 * 48 inches head. By Table 98, for 190° we have a head of 

* 092 inch for a column 1 foot high, therefore we shall require 
2 * 48 -7- * 092 = 27 feet columns in our case ; and the pipe will 
yield by Table 90, 263 units per foot run. Again, say A is 210° 
and B 170°, the mean temperature being 190°. Table 94 gives 
the velocity at * 0535 x 4 = * 214 foot per second, which may be 
taken at -0004 in column 2 of Table 92; and the head is 

• 0004 X 4800 -r- 3 = • 64 inch, which again by Table 93 is 
equal to • 64 -f- • 174 = 3 • 7 feet columns ; the pipe will yield in 
this case for a mean temperature of 190°, 239 units per foot 
instead of 263 as we found it before. 

(273.) ''Position of the Fire:*— We have seen that it is 
desirable to place the fire as near the bottom of the ascending 
column as possible, and in (267) we have given a case that is 
impracticable where the fire was midway in the height of that 
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column. In some cases the excavation necessary for placing the 
fire at the bottom is very objectionable ; and as it is possible to 
work a system of pipes with the fire considerably above them, 
by using lofty vertical columns, we will investigate the case, 
without, however, reconmiending its adoption where it can 
possibly be avoided. 

(274.) Let Fig. 55 be a pipe 4 inches diameter, and altogether 
200 feet long, of which the two columns A and B are each 
40 feet high, and the pipes D, E, F, and G lying at the same 
level in the room to be heated, and let the fire be at C, 5 feet 
above the general level of the pipes in the room. If we allow 
that the water leaves the fire at 210° and returns at 190% losing 
20"" in 200 feet, it follows that l"" is lost by each 10 feet in 
length; at H therefore it will be 189°- 5; at J 210 - (35 -f- 
10) = 206°-5; and at K 206-5 - (40 — 10) = 202°-5. The 
mean temperature from H to C will therefore be (189*64- 
190) -f. 2 = 189^-75, from C to J = (210 + 206- 5) -^ 2 = 
208° '25, and of the whole column A, 

(189-75 x5) + (208>25x 35) ^ ^^^..^^^ ^^ ^^^.^ 

The mean temperature of the column B is (206*5 -|- 202*5)-^ 
2 = 204^*5 so that it is 1°*5 colder than A ; and this is all the 
motive-power at our disposal; hence the critical character of 
such an arrangement. 

By Table 21 the expansion of water between 202° and 212° 
is '000411 for 1°, and a column of water 40 feet or 480 inches 
long, heated l°-5, will expand -000411 x 1*5 x 480 = -296 

inch, which is the head to produce motion. By Table 92, -=- x ^ 

JLi 

'296 

is in our case zr^rz: ^7: X 4 = • 000493, which by col. 2 may 

200 X 12 '^ ^ 

be estimated at *24 foot velocity per second. The velocity 

necessary for the renewal of the heat in the water for a 4-inch 

pipe, whose mean temperature is 200°, we shall find by Table 94 

to be *0817 foot for a pipe 100 feet long, in our case therefore 

we shall require * 0817 x 2 = * 1634 foot per second, so that 

the velocity of * 24 foot actually obtained is sufficient. 
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CHAPTEB XII. 



OK TBB TRANSMISSION OF HBAT, AND LAWS OF COOLING. 

(275.) The cooling of heated bodies may be effected by three 
methods : — 1st, by radiation ; 2nd, by contact of cold air ; and 
3rd, by conduction. Putting U for the total loss from all causes, 
and B', A', and C for the respective losses by radiation, contact 
of air, and conduction, wo have U = K' + A' + C. 

" Loss of Real hy Badiation.'* — ^Let P, Fig. 74, be a plate say 
of building stone, 1 foot square and 1 inch thick, having both 
its surfaces, S, S', as also the air in contact with S, at a constant 
temperature of 60° ; and let the surface S be exposed to distant 

Table 96. — Of the Badiating and Absobbing Power of Bodies, being 
the Units of Heat emitted or absorbed per square foot per hour for a 
Difference in Temperature of 1° Fahr. From the Experiments of 

P^CLET. 



Silver/ polished 

Copper „ 

Tin „ 

Zinc and Brass, polished 

Tinned Iron „ 

Iron, Sheet „ 

Lead r„ 

Iron „ ordinary 

Glass 

Cast Iron, new 

Chalk 

Cast and Sheet Iron, rusted .. .. 

Wood Saw-dust, fine 

Building Stone, Plaster, Wood, Brick 

Sand, fine 

Calico 

Woollen Stufik, any Colour 

Silk Stuffs, Oil Paint 

Paper, any Colour 

Lamp-black 

Water 

OU 



Value of R. 



•02657 
•03270 
•04395 
•04906 
•08585 
•09200 
•13286 
•5662 
•5948 
•6480 
•6786 
•6868 
•7215 
•7358 
•7400 
•7461 
•7522 
•7583 
•7706 
•8196 
1-0853 
1-4800 



* Copper silvered. 
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walls, WWW, maintaiiied at 59°, or 1** lower than S. Under 
these conditions, the surface 8 will obviously lose no heat by 
contact of air, because that air has the same temperature as 
itself ; for a similar reason, there will be no loss by conduction, 
because 8' has the same temperature as 8 ; but S will send out 
in all directions towards W W rays of radiant heat, which will 
proceed in straight lines through the air, until they are inter- 
cepted and absorbed by the walls. The amount of heat thus 
lost will vary exceedingly with the nature of the surfSeu^e. This 
is shown by Table 95, which gives the loss in units of heat per 
square foot per hour for 1° difference between S and W, as in 
our case ; and for building stone this loss may be taken at * 736 
unit per hour, &o. If W had the same temperature as S, radia- 
tion would cease altogether ; if, on the other hand, the tem- 
peratures were reversed, S being in that case 1° hwer than 
W W, it would absorb the same amount of heat as it emitted 
in the former case ; the radiant and absorbing power of bodies 
being equal to one another. 

(276.) For ordinary atmospheric temperatures of absorbing 
surfaces, say 50° to 60°, and small differences between 8 and W, 
say 30°, we may admit that the loss of heat is simply propor- 
tional to that difference ; and that B' = E x (^ ~ T), in which 
B' is the loss by radiation, in imits per square foot per hour, 
B = the radiant power of the body from Table 95, t = the 
temperature of the radiant, and T = the temperature of the 
absorbent ; but for high temperatures of T, and great differences 
between t and T, the loss of heat is much greater, following a 
complicated law, for which Dulong has given a rule that agrees 
well with experiment, up to a very high temperature ; see (313). 

(277.) The loss of heat .by radiation is not affected by the 
form of the radiant body : a cube, a sphere, a cylinder, &c, will 
radiate the same amoimt of heat with equal areas imder the 
same conditions, so long as the body is not of such a form as to 
radiate to and from itself. The colour of the surfSeuse seems 
to have no effect on the radiant power of bodies ; at least this is 
true of paper and woven fabrics. 

The radiation of heat is not affected by the distance of the 
absorbent: thus in Fig. 74, if the space traversed were a 



LOSS OF HEAT BT BADIATIOK. !20d 

Tacaam, it would be quite immaterial whether W W were 
inches or millions of miles distant from S ; the rays of heat 
would travel on until they were absorbed by the cold body 
which had attracted them. Thus the heat that we receive from 
the sun, is radiant heat that has travelled 95 millions of miles 
through space. 

(278.) Badiant heat has the remarkable property of passing 
through modercUe thicknesses of air or gas without appreciable 
loss, or heating the air sensibly, so that in ordinary cases we 
may admit that air and gases cannot be heated directly by 
radiant heat, but only by contact with heated bodies. With 
very great thicknesses, however, such as several miles, the loss 
of heat becomes manifest, as is shown by the diminished powei 
of the sun at and near its rising and setting, when its rays, 
passing very obliquely through the atmosphere, traverse a 
much greater thickness of air than at mid-day. For the same 
reason, the force of solar radiation varies throughout the year 
with the varying altitude of the sim, as shown by cols. 2 and 3 
of Table 96. Thus, a thermometer with a blackened bulb freely 



Table 96. — Of the Fobob of Radiation from the Sun, and to the 

Sky. 





Average 
Maximnm 

Temp, 
of Air in 

Shade. 


Solar Radiation. 


Average 

Minimum 

Temp, of 

the Air. 


Sky Radiation. 


Daily Range. 


Hoothfl. 


Mid-day Temp, 
in Sun. 


Nocturnal Temp, 
of Sky. 


Sun and 
Sky. 
Coin. 
3.6. 


In Air. 
Cols. 1. 4. 




Mean. 


Max. 


Mean. Min. 

1 


Jan. 

Feb. 

March 

April 

May 

June 

July 

Aug. 

Sept. 

Oct 

Nov. 

Dec. 


43"*- 2 
44-7 
50-0 
56-8 
64*4 
71-2 
73-8 
72-8 
67-4 
58-3 
49-3 
450 

(1) 


4^ 

55 

66 

85 

95 

111 

110 

106 

99 

8.6 

56 

50 

(a) 


5°5 

81 

99 

104 

121 

136 

129 

132 

121 

101 

73 

57 

(3) 


33°7 
34-2 
35-3 
38-6 
44-2 
50-2 
53-2 
53-4 
48-9 
43-7 
37-7 
35-5 

(4) 


3l) 
30 
30 
32 
40 
45 
50 
48 
44 
39 
34 
32 

(6) 


2°4 
24 
25 
26 
29 
33 
38 
40 
37 
33 
28 
25 

(6) 


57 
76 
78 
92 
103 
91 
92 
84 
68 
45 
32 

a) 


9°-5 
10-5 
14-7 
18*2 
20-2 
21-0 
20-6 
19-4 
18-5 
14-6 
11-6 

9-5 

(8) 
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exposed to sun and air (40) at mid-day, will show on an ayerage, 
47 - 43-2 = say 4° in January, and 111 - 71-2 = say 40** in 
June, as the excess above the ambient air dne to solar radiation: 
the average mcuximum excess is 55 — 43 * 2 = say 12^ in Janoaiy, 
and 136 - 71 • 2 = say 65*" in June. 

Celestial space has a very low temperature (41), and although 
it is a vacuum, or nearly so, yet its infinite thickness enables it 
to become a powerful absorbent of heat, notwithstanding the 
counteracting effect of the heated earth and atmosphere. This 
is shown by cols. 5 and 6 of Table 96; the mean nocturnal 
depression of a thermometer exposed to the sky, but screened 
from the earth's radiation, being in January 33*7 — 30 = 3° '7, 
and in June 50*2 — 45 = 5^*2 below the ambient air. The 
average maximum depression with a serene and unclouded sky, 
is 33-7 - 24 = say 10° in January, and 50-2 ^ 33 = say IT 
in June. 

(279.) " LoM of Heat by Contact of ilir."— The loss of heat 
by contact of cold air is independent of the nature of the sur- 
face, so that cast iron, stone, wood, &c., &c., would lose the same 
amount of heat, under the same conditions of temperature, but 
the form of the body affects the result considerably, so that a 
plane, a sphere, and a cylinder will lose different amounts of 
heat per square foot in the same time. 

Let P, in Fig. 75, be a vertical plane of any material, 1 foot 
square, having its surface S maintained at 60°, and let S' and 
WWW have also the temperature of 60°, while the air in con- 
tact with S is at 59°. There will in this case be no loss of heat 
from S by radiation or conduction, because W and S' are of the 
same temperature as S, but heat will be given out to the cold 
air ; and experiment has shown that the amount for 1°, as in 
our case, is *5945 unit per square foot per hour for a plane 
1 foot high, but it will not be the same per square foot for any 
other height, for reasons that are given in (281). 

(280.) For small differences of temperature (between the air 
and the body), say up to 30°, we may admit that the loss of heat 
is simply proportional to that difference (see Table 105), and 
the rule becomes 

A' = Axd; 



LOSS OF HBAT BT OONTAOT OF AIB. 207 

in which d is the difference of temperature between the air and 
the body ; A' = the loss of heat by contact of air, in units per 
square foot per hour ; and A = the loss for 1^ difference of tem- 
perature between the body, and the air in contact with it. This 
last will have a value, varying with the form of the body, as we 
shall see presently. 

With great differences of temperature, Dulong has shown 
that the loss of heat increases in a much higher ratio than that 
difference, so that, for instance, when a body is 450° above the 
temperature of the air, the loss per degree is double the 
loss with small differences of 20 or 30 degrees (see (315) and 
Table 105). 

(281.) If we investigate the loss of heat by a vertical plane, 
we shall be able to see the reason for the varying value of A. 
A vertical plane, 1 foot high, is found by experiment to lose 
* 5945 unit per square foot per hour, when heated 1° above the 
air in contact with it ; but a high plane or wall loses less per 
square foot, for the following reason : Let Fig. 81 represent a 
plane 4 feet high, heated to 60°, while the air in contact with it 
is at 59°. The air in immediate contact with the wall being 
heated by it, is expanded thereby, becomes lighter than the 
surroimding air, and ascends in a constant current as shown by 
the arrows. Now for the first or lowest foot, the air is at 59° 
to begin with, but departs from it at a slightly increased tem- 
perature, so that there is less than 1° difference when it comes 
in contact with the second foot, and for that reason it receives 
less heat from it than it did from the lowest foot, and so 
throughout, each successive foot receives the air at progres- 
sively increased temperature and imparts to it less and less 
heat. 

The loss by a vertical plane is given by the rule 



A= •361 + (^-233-J->v/hV 



in which A = the loss in units per square foot per hour for 1° 
difference in temperature, and H = the height of the plane or 
wall in feet. Table 97 has been calculated by this rule, and 
it shows that a wall 4 feet high, as in Fig. 81, loses '4780 unit 
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per square foot per lioiir, and by subtraction and analysis we 
may find the loss by each successiye foot ; thus a wall 2 feet 
high loses per Table 97, -6280 per foot, or -528 X 2 = 1-066 

Table 97. — Of the Value of A for Vertical Planes. 



• 


Height 
in Feet. 


Units per 
Square Foot 

forio 
Difference. 


Height 
in Feet. 


Units Mr 
Square Foot 

forio 
Difference. 






1 


•5945 


20 


•4133 






2 


•5280 


30 


•4037 






3 


•4962 


40 


3980 






4 


•4780 


60 


•3924 






5 


•4655 


80 


•3871 






10 


•4350 


100 

1 


•3843 





unit ; and as the first foot loses * 5945 unit, the second must 
lose 1*056 — '5945 = '4615 unit; similarly, the third foot 
wiU lose (-4962 x 3) - (-6945+ -4615) = -4326 unit, and 
thus we obtain the numbers given in Table 98. 

Table 98. — Of the Loss of Heat from Contact of Cold Am by a 

Wall 4 feet high. 



let, or lowest foot .. 

2nd foot 

3rd „ 

4th „ 

Total .. 

Per square foot, mean 



Units per 
Square Foot 
per Hour for 
1° Difference. 



5945 
•4615 
4326 
4234 



1-9120 



•4780 



This explanation of the reason why a high wall does not lose 
the same amount of heat per square foot as a low one, will give 
some idea of the cause of the difference between bodies haying 
the same area, but differing in form; those bodies lose most 
heat whose form allows the most free access and circulation of 
the air which carries off their heat. 
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(2S2.) For a horizontal cylinder, the rule becomes 

A = -421 + (-307-i.r), 

in which A = the loss in nnits per square foot of surface per 
hour for a difference in temperature between the body and 
the air of 1°, and r = the radius of the cylinder in inches. Of 
course ihe cylinder is supposed to be of infinite length, so as to 
exclude the consideration of the loss by the erida. The second 
column in Table 99 is calculated by this rule. 

Table 99. — Of the Loss of Heat from Contact of Ara with Hobi- 
ZONTAL Otlindebs and Spheres, per square foot per hour, for a 
difference in Temperature of 1° Fahr. 



Diameter 
in iDchea. 



2 
3 
4 
5 
6 
7 
8 

(1) 



Value of A. 



Horizontal 
Cylinder. 



Sphere. 



Value of A. 



Diameter 
in inches. 



Horizontal 
Cylinder. 



Sphere. 



units. 

•7280 

•6256 

•5745 

•5440 

•5230 

•5087 

•4978 

(2) 



units. 




units. 


1-4110 


9 


•4892 


10618 


10 


•4824 


•8872 


12 


•4722 


•7824 


18 


•4551 


•7126 


24 


•4466 


•6627, 


36 


•4381 


•6253* 


48 : 


•4338 


(3) 


(1) 


(2) 



units. 

•5962 

•5729 

•5380 

•4798 

•4507 

•4219 

•4070 

(3) 



1 

(283.) For a sphere the rule becomes 

A = -3634 + (1-0476 -7- r), 

in which A -and r have the same signification as before, and 
from this we obtain col. 3 of Table 99. 

(284.) For a vertical cylinder we have the rule 

A = {-726 + :^) X (2.43 + 5^} X -2044. 

in which h = the height in inches, and the rest as before. 
Table 100 has been calculated by this rule. 

(286.) " Loss of Heat by Conduction:*— -Let P, Fig. 76, be a 
plato of building stone, 1 foot square, 1 inch thick, having its 
sur&ce S maintained at 60°j and let the walls WWW and 
the air in contact with S be at 60^ also, while the surface S' is 

p 
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Table 100. — Of the Loss of Heat from Contact of Air with 
Vertical Cylinders, in Units per square foot per hour, for a dif- 
ference in Temperature of 1° Fahr. 



Diameter 


Height of Cylinder in Feet. 


in Inches. 


1 


3 


5 


10 20 


30 


40 


50 


2 


•7733 


•6474 


•6046 


•5654 


•5363 


•5237 


•5164 


•5113 


4 


•7213 


•6038 


•5639 


•5273 


•5002 


•4885 


•4816 


•4769 


8 


•6846 


•5731 


•5353 


•5005 


•4747 


•4636 


•4571 


•4526 


12 


•6683 


•5594 


•5224 


•4886 


•4634 


•4526 


•4462 


•4418 


18 


•6550 


•5483 


•5121 


•4788 


•4542 


•4446 


•4374 


•4330 


24 


•6471 


•5416 


•5058 


•4730 


•4487 


•4382 


•4320 


•4278 


36 


•6377 


•5338 


•4985 


•4662 


•4422 


•4318 


•4225 


•4183 



at 59^. There will then be no loss of heat by radiation or con- 
tact of air, because W and the air are at the same temperature 
as S, but a certain amount of heat will be transmitted through 
the material from S to S' ; and for stone 1 inch thick, the loss 
will be 13*7 units per square foot per hour for 1° difference, as 
in our case. This amount will vary very greatly with the 
nature of the material, we will call it G, and its value is given 
by Table 101. The amount of heat also varies directly as the 
difference of temperature of the two surfaces S and S', and 
inversely as the thickness, and hence we have the rule 

in which C = the loss by conduction in units per square foot 
per hour, = the conducting power of the material, E = the 
thickness of the plate in inches, and d = the difference of tem- 
perature of S and S'. Thus a wall of stone 20 inches thick, 
having one surface at 70° and the other at 40°, taking the value 
of at 13-7, will transmit 13^7 x (70 - 40) -r-20 = 20-66 
units per square foot per hour. 

(286.) Fig. 77 represents a case in which the surface S loses 
heat simultaneously by radiation, contact of air, and conduction. 
Here W, W, W, the air, and the surface S' are all V lower than 
S, and the total loss is the sum of the separate losses in (276), 

B A 

(279), and (286), namely, U = -736+ •6495 + 13-7 = 14-9866 
units per square foot per hour 
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Table 101. — Of the Value of C, or the Coijducting Poweb of 
Matebials, being the quantity of Heat in Units transmitted per 
square foot per hour, by a Plate 1 inch thick, the two surfaces 
d^BTering in Temperature 1°. From the Experiments of Pbclet. 



Copper 

Iron 

Zinc 

Lead 

Marble, grey, fine-grained 

„ white, coarse-grained 

Stone, calcareous, fine 

„ f, ordinary .. .. * 

Glass 

Baked Clay, brickwork 

Plaster, ordinary 

Oak, transmission perpendicular to the fibres 
Walnut „ „ „ 

fir „ parallel to the fibres 

Wahmt „ „ „ 

Gutta-percha 

India-rubber 

Brick-dust, sifted 

Coke, pulverized 

Cork 

Chalk, in powder 

Ch£urcoal of Wool, in powder 

Straw, chopped .. * 

Coal, small, sifted 

Wood Ashes 

Mahogany Dust 

Canvas of Hemp, new 

Calico, new 

White Writing-paper 

Cotton Wool and Sheep Wool (any density) .. 

Eiderdown 

Blotting-paper, grey 



"Value of C. 


515 


233 


225 


113 


28 


22 


•4 


16 


•7 


18 


•68 


6 


■6 


4 


•83 


3 


•86 


1 


•70 




•83 




•748 


1 


•37 


1 


•40 


1 


•38 


1 


•37 


1 


•33 


1 


•29 


1 


•15 




•869 




•636 




•563 




647 




531 




523 




'418 




402 




346 




323 




314 




274 



(287.) If W, S', and the air were not all of one and the same 
temperature, the case would be modified. Let H, in Fig. 78, 
be a cube of new cast-iron 1 foot square, heated to 100^, and 
placed in a room whose walls, B, B, are maintained at 40°, and 
let the internal air be at 60° ; considering only the loss by one 
yertical side of the cube, the loss by radiation with new cast- 
iron will be by Table 95, = * 648 for 1° difference, therefore in 

p 2 



212 LOSS OF HEAT BT ALL CAUSES. 

our case -648 X (100 - 40) = 38-88 units, and the loss by 
contact of air will be '5945 x (100 - 60) = 28-78 units, so 
that the total. loss is 88-88 + 23*78 = 62-66 units per square 
foot per hour. 

(288.) But sometimes a body may be losing heat from one 
source, and at the same time receiying it from another ; thus in 
Fig. 79, we have a cube of stone, say 8 feet square, whose tem- 
perature is maintained at 50°, placed in a room whose walls are 
at 40°, while the air is at 60°. Here the loss of heat by 
radiation is -736 x (50 — 40) = 7-36 units per square foot 
per hour ; but by contact of air, heat will be received, not lost, 
the air being 10° warmer than the cube. By Table 97, a plane 
3 foot high will lose or gain -4962 unit per square foot per 
hour for 1°, therefore in our case the heat receiyed will be 
-4962 X (60 — 50) = 4-962 units per square foot per hour, so 
that the final result is a loss of 7*36 - 4-962 = 2*398 units 
per square foot per hour. Here then we have a case in which a 
body is simultaneously losing and receiving heai from different 
sources. 

(289.) These rules and tables are easily applied to practice ; 
thus a wall of stone, 20 feet high and 50 feet long at 70°, 
exposed to air and all surrounding objects at 60°, will lose 

B A 

(-736+ -4133) X 20 X 50 X 10 = 11493 units per hour; a 
horizontal cylinder, of rusted cast-iron, 6 inches diameter and 
40 feet long, having an area of 3-14 x '6 x 40 = 62*8 square 

fi A 

feet, will lose, for say 15° difference (-6868+ -523) x 62 -8 
X 15 = 1140 units per hour; and a sphere 2 feet diameter, 
having by the rules of mensuration an area of 8*14 x 4 = 
12 * 56 square feet, say painted with oil paint, will lose for 15^ 

R 

difference (-7583+ -4507) x 12-56 x 15 = 228 units per hour. 
(290.) " The Loss of Heat by Buildings," — Having thus deter- 
mined the value of the three elements R, A, and C, we will 
prpceed to apply them to buildings artificially heated for the 
purposes of life, which is one of the most important subjects to 
which they are applicable. The heat lost by buildings may be 
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diyided into four portions ; namely, that lost by the floor, by 
the ceiling, by the walls, and by the windows. 

" L088 hy the Floor or Ground," — It is stated in (43) that the 
snrfiEMse of the earth in ordinary cases varies in temperature with 
that of the air, but where the ground is covered by a building 
the case is different ; it will then take pretty nearly the mean 
temperature of the earth at that place. We have shown (43) 
that at a depth of 20 feet the earth has a uniform and invariable 
temperature, having the mean yearly temperature of the air at 
that place ; this in the case of London is shown by Table 34 to 
be about 50°, and as this is pretty nearly the average tempera- 
ture of our dwellings in the cold season, the ground or floor, 
being in contact with earth beneath and air above, both of that 
temperature, will take the same, and the loss of heat from this 
source will be nothing. 

** Lo88 hy the Ceiling, dc.** — When the room is covered with 
an ordinary lath-and-plaster ceiling, and that again protected 
from cooling influences by the roof, the loss will be so small 
that it may be neglected, and we shall consider in what follows 
that the loss of heat from this cause is nothing. But where 
there is no ceiling, and the roof itself is exposed to the heated 
air in the building, there will be a great loss of heat, but one 
exceedingly difiicult to estimate. 

(291.) " Lo88 of Heat hy the PFoZfe."— We will take for illus- 
tration the case of a room with brick walls and no windows, &c., 
as in Fig. 80, exposed on all sides to cooling influences, the 
external air and all the surrounding radiant objects having a 
temperature of 30°, while the internal air is maintained at 60°; 
and the problem to be solved is the amount of heat which will 
be received from the internal air, transmitted through the walls, 
and finally dissipated on the external objects. 

To avoid complicating the question, we may assume that the 
room, Fig. 80, is of very large dimensions, so that the external 
surface has sensibly the same area as the internal surfiEu^. In 
practice this is near enough the truth in most cases, but it may 
perhaps be more correct to take the area at a mean between 
the two. 

We are met at the outset with the difficulty that the tempera* 
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tures of the surfaces of the walls are not known ; in our case 
(and in most eases) we only know the temperature of the 
internal and external air^ T and T' ; the interior surface of the 
wall t mnst obviously have a temperature lower than the in- 
ternal air T, otherwise it could not receive heat from it : simi- 
larly the exterior surface t' must have a higher temperature 
than the external air, &c., or it could not give out heat to it. 

(292.) We will first calculate the temperature of the two sur- 
faces of the wall t and t\ and shall adopt the following general 
notation throughout : 

T = the temperature of the internal air. 

T' = „ external air. 

t — „ internal surface of wall. 

t* = „ external surface of wall. 

t" = „ glass in windows, &c. 

B = radiant power of the material, as per Table 95. 

A = loss by contact of air, as per Tables 97, 98, &c. 

C = conducting power of the material, as per Table 101. 

Q =R + A. 

U = units of heat per hour. 

E = thickness of the wall in inches. 

(293.) Taking the walls in our case. Fig. 80, at 40 feet high, 
we have by Table 97 the value of A = • 398 ; the value of R for 
brickwork we shall take at '736, and C at 4*83, therefore 
Q = 1 * 134, and we may find the temperature t of the internal 
surface of the wall by the formula 



t = 



JQ X [E X A X T) + (C X T']| + JA X C X TJ 
JC X [2 X A) + R][ + JE X A X q) 

which, with a 14-inch wall, &c., as in our case, becomes 

(l -134 X [14 X -398 X 60) + (4-83 x 30]| + {•398 x 4*83 X 6o} 

-^ r r-^ ^ r ^ = 48^-02 

|4-83 X [2 X -398) + •736]} + |l4 x '898 x 1-134| 

the internal temperature of the wall. 
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(294.) Haying found <, we may find t' by the fonnula 

,, (CxO + (Qx ExT0 



C + (QxE) 
which in our case becomes 

(4-83 X 48-02) + (1-184 x 14 x 30) 



= 34°-2, 



4-83 + (1-134 X 14) 

which is the temperature of the external surface of the wall. 

Having thus found t and t\ we may now calculate the quan- 
tity of heat transmitted, by several formulsB. 

(295.) Knowing the temperature of the internal air T, and oi 
the internal surface of the wall in contact with it <, we can 
easily calculate the amount of heat which the wall will absorb, 
namely U = A x (T — <), which in our case is - 398 x (60 — 
48-02) = 4-77 units per square foot per hour. 

(296.) We may also calculate from the known temperatures 
of the two surfaces of the wall t and t\ and the conducting 
power of the material C, irrespective of the temperatures of the 
internal and external air, by the rule 

^- E ' 

.... . 4-83 X (48-0 2 -34-2 ) . „„ .. 
which in our case is ^— ^-j -4.*11 units per 

square foot per hour, as before. 

(297.) We may also calculate from the known temperatures 
of the external surface of the wall t\ and the temperature of 
the external air and surrounding objects which absorb radiant 
heat, both being at 30^, by the rule 

U = Q X (<' - T), 

which in our case becomes 1 • 134 x (34° • 2 - 30°) = 4-77 units, 
as before. 

(298.) These three formulaa show the steps of the cooling 
process; (295) shows that 4*77 units are absorbed from the 
internal air by the internal surface of the wall ; (296) shows 
that the same amount of heat is transmitted in the same time 
from one surface of the wall to the other ; and (297) proves 
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that the heat thus received and transmitted to the outer surface, 
is finally dissipated by it on the external air, &o. It should be 
observed that the internal surface receives its heat only by 
contact of warm air, and none by radiation, because all the 
internal walls have one and the same temperature with the wall 
B, whose condition we have been examining ; but the exterior 
surface loses its heat both by radiation and contact of air. The 
result of this is, that while the difference of temperature between 
the air and surface of wall is internally 60 — 48*02 = 11^*98, 
externally it is only 34° "2 — 30° = 4°*2: this, however, varies 
with the thickness of the wall, as shown by cols. 8 and 4 in 
Table 102. 

(299.) We may also determine the loss if we know only t and 
T', or the temperature of the interior surface of the wall and oi 
the external air^ by the rule 

TT QX(<-T') 

^ 7 v\' 

1 + (Qx§) 

^. ,, . 1-134 X (48-02 -80) .„„ ., 
which in our case becomes -■ — ' =4-77 nnits, 

as before. This is a useful rule for many cases, such as the 
wall of a furnace which has the temperature of the fire itself on 
one side, and is exposed to the air and radiant objects at low 
temperatures on the other side. 

(300.) The loss of heat may also be calculated from the 
known temperatures of the external and internal air only : this 
is, perhaps, the most useful formula, because ordinarily these are 
the only known temperatures ; the rule then becomes 

^ _ (A X C X Q) X (T - TQ 

|Cx[2xA) + R]| + JExAxQ}' 

which for our case becomes 
(-398 X 4-83 X 1-134) x (60 - 80) 

/4'83 X [2 X -398) + •736]|+ |l4 x "398 x 1*134} 

as before. 



= 4*77 units, 
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(801.) Table 102 has been calculated by these rules for stone 
imd brickwork, for the latter we have taken C at 4 '83, and for 
stone at 13 * 7, while B and A have the same value for both, 
namely, B = *736, and A = *398. Thus, take the case of a 
building, say 40 feet high, 100 feet long, and 60 feet wide, ex- 
posing 12,800 square feet, with internal air at 60° and external 
air at B(P; each square foot of brickwork, say 14 inches thick, 
wiU lose by the table -169 unit for P, or for 30° -169 x 30 = 
4*77 units per hour, and the total loss will therefore be 4* 77 x 
12800 = 61056 units. With stone walls 2 feet thick the loss 
would have been -194 x 30 x 12800 = 74496 units. For walls 
a little more or less than 40 feet high, the loss will be very 
nearly the same as per Table 102, and for ordinary cases the 
tabular numbers are correct enough for practice. 

Table 102. — Of the Value of U, or the Loss of Heat in Units per 
Square Foot per Houb by a Building exposed on all sides to Aib, 
&c., at 30°, the internal Air being 60°, Walls 40 feet high. 

Bbicewobk. 



Thicknefls. 



Brick. Inches. 



i 
I 

u 

2 
3 
4 



9 
14 
18 
27 
36 



Temperature of the Wall. 


Internal 


External 


Surface. 


Surface. 


42^57 


36-11 


45-78 


35-06 


48-02 


34-20 


49-4 


33-71 


51-6 


32-94 


53-0 


82-43 



Value of U, 



For 30°. 
Units. 



For 1°. 
Units. 



6" 

5 

4- 

4- 

3 



936 
730 
770 
212 
339 



2-76 



2312 
1910 
1590 
-1404 
1113 
0920 



Stone Walls. 



6 
12 
18 
24 
80 
36 



40-33 


36-90 


7-83 


•261 


42-34 


36-19 


7-02 


-234 


43-96 


35-61 


6-36 


-212 


45-33 


35-13 


5-82 


-194 


46-49 


34-73 


5-37 


-179 


47-47 


34-39 


4-98 


•166 



(802.) We have so far considered only the case of a building 
exposed on aU sides to cooling influences. When only one ^e 
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is exposed, as in the case of a room forming part of a large 
building, the case is somewhat different, and may be illnstrated 
by Fig. 84, in which W ifl a room, only one wall of which is 
exposed to the external air and radiant objects at 80% the 
internal air and surfaces of walls G, H, J, being maintained at 
60°, and let F, F, F, &c., be other rooms. The interior snrfaco 
of the wall B, whose condition we are now to consider, is there- 
fore exposed not only to air at 60°, but also to radiation from 
the other walls at 60° also; it will therefore have a higher 
temperature than before, and will in consequence transmit more 
heat. Being exposed to similar influences on both sides, that is 
to say, being heated on one side by air and radiant bodies 
having one and the same temperature, and cooled on the other 
in the same manner, and the value of B and A being the same 
for both internal and external surfaces, the temperature of the 
wall at the centre of its thickness will be a mean between T and T', 
or (60 + 30) -7- 2 = 45°, as in Fig. 83, which represents a por- 
tion of the wall B on a larger scale. 

It will be seen by inspecting the figures, that this is analogous 
to the case of a wall 7 inches thick, with one surface main- 
tained at 45°, while the other is exposed to air and radiant 
objects at 80°, as at P, and we can calculate the amount of 
heat transmitted by our formula (299), which in our case 

becomes -^-i — "" ^ - = 6*4 units per square foot per 

hour. This is the amount transmitted from M to N, Fig. 83, 
and the same amount would pass from L to M because the 
conditions are the same, namely, the same thickness of wall, or 
7 inches, and difference of temperature, or 15° ; so that a wall 
14 inches thick exposed to air and radiant objects at 60° on one 
side, and air and radiant objects on the other side at 30°, will 
transmit 6 * 4 units per square foot per hour, and this we have 
found without knowing the temperatures of the surfaces of the wall. 
(303.) We can now find the temperatures of the two surfaces 
of the wall B ; the internal surface has to receive 6*4 units, and 
as for 1° it would receive only 1 • 134 unit (namely, the value of 
Q), its temperature must be 6*4 -r- 1*134 = 5° '64 lower than 
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IS con- 



the internal air, &c., or 60° - 6°-64 = 64° -36. Again, the ex- 
temal face has to lose 6 * 4 units, and must be 5°* 64 warmer than 
the external air in order to do so, its temperature will therefore 
be30°+5°-64 = 35°-64. 

Knowing now the temperatures of the two faces of the wall 
B, its thickness, and conducting power C, we may verify these 
calculations by the formula in (296), which in our case becomes 

^^ — J . ^ = 6 '4 units, as before. This ii 

fiiderably more than the loss by a building exposed on all sides, 
which we found to be 4*77 units for the same internal and 
external temperature. Table 103 gives the loss in units per 
square foot per hour for buildings of brick and stone. 

Table 108. — Of the Loss of Heat per Squaee Foot per Houb by 
Bbick and Stone Walls, 40 feet high, in Buildings where only one 
face is exposed, and for 1° difference of Internal and External 
Temperature. 



Brickwork. 



Thickness. 



brick. 

1 

2 
3 
4 



incbes. 
= 4J 
= 9 

= 14 

= 18 

= 27 

= 36 



U. 



Stone. 



Thickness. 



U. 



371 
■275 
213 
182 
136 
■108 



incbes. 
6 
12 
18 
24 
30 
36 



453 
379 
324 
■284 
■257 
■228 



(304.) It may appear anomalous that a building exposed on 
all sides should lose less heat per square foot than a wall in 
a room exposed to cooling influences on one side only. We 
assumed for our illustration in Fig. 84 that the temperature of 
the internal surfaces of the walls 6, H, J, in the room W was 
60° ; but we have seen that the wall B borrows heat from them 
to the extent of -736 x (60° - 64° -36) = 4 -15 units per square 
foot per hour ; H will furnish the largest share, and we may 
assume it at one-half, and as the areas of H and B are equal, 
each square foot of H will give out to B, 1 • 16 -f- 2 = 2 • 076 units 
per square foot per hour. But to do this, its surface E must be of 
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higher temperature than H, and the difference of temperature by 

^, , UxE . „ .,,, . 2-076x9 ^ Q.. 

the rule — 7= — = (< — v) will be in our case — j-^^ — = 3^*8o; 

the temperature of K must therefore be 60° + 3°' 86 = 63°- 86; 
and as we may suppose that the heat received by K is derived 
from the air in the room F', that air must be still warmer than 
K to the extent of 2-076 4- '398 = 5°- 2; the temperature of 
the air in F' will therefore be 63°-86 + 6°-2 = 69°- 06. Thus 
it appears that to secure the conditions we assumed for the room 
W, with air and walls at 60°, a higher temperature is necessary 
in the rest of the building, and for that reason more heat is lost 
by the wall B than in a case like Fig. 80. 

(306.) " L088 of Heat by Glass in Windows^ cfec."— We will first 
take the case of a window in the room. Fig. 86, in which the 
interior walls and internal air in contact with the glass have 
one and the same temperature of 60°, and all the external 
radiant objects and external air have one and the same tempera- 
ture of 30°. In that case, the glass being heated on one side 
and cooled on the other by similar influences, will have a tem- 
perature in the centre of its thickness (302), a mean between 
the two, or in our case f = (60 + 30) -r- 2 = 46°, and with 
thin glass we may assume that it has this temperature through- 
out. We may calculate the amount of heat received from within 
and dissipated without, by the rule 

U = Q X (T - «"). 

For glass the value of B is by Table 96, * 6948, and the value of 
A by Table 97 for a window say 6 feet high, is * 4666 ; therefore 
Q = '6948+ '4666 = 1*0603, and in our case the loss is 
1 • 0603 X (60° - 46°) = 16-9 units per square foot per hour 
for 30° difference of internal and external temperature, or 
16-9-7-30 = -63 unit for 1° by a window 6 feet high; for 
10 feet and 20 feet the losses are * 616 and * 604 respectively. 

(306.) " B(yuhle TFtTwiow*."— With a double window the loss 
of heat would be considerably less than with a single glass. 
This case is shown approximately by Fig. 86^ ; the temperature 
of the inside glass x is now 61° instead of 46% that of the out- 
9ide glass z being 39^ The glass x will receive from the 
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internal air '4665 x (60 — 61) = 4*19 units, and from the 
•inside walls by radiation '5948 X (60 — 61) = 6* 86 units, or 
9*64 units total. The air between the glasses will in this case 
have a temperature an arithmetical mean between the external 
and internal air, or 46°, and the glass z will receive from it 
•4656 X (46 - 39) = 2-79 units, and by radiation from a?, 
•6948 X (61 - 39) = 7-14 units, or 9 -93 units total, which is 
slightly in excess, but is suf&ciently near for our purpose. 
Then the glass z will give out to the external air *4666 x 
(39 — 30) = 4*19 units, and to external radiant objects 
•6948 X (39 -30) = 6-36 units, or total 9-64 units per 
square foot per hour, being the same as that received by x. 
The ratio of the losses by double and single windows is there- 
fore 9-64-7- 16*9 = "6 to 1. Peclet found by experiment that 
the loss varied slightly with the space between the glasses, 
possibly because larger spaces allow more free circulation of 
enclosed air; with '8 inch the ratio was 1*7 4- 3*66 = '47 
to 1 ; with 2 inches 2 -f- 3*66 = *66 to 1 ; and at that rate, 
with 2*8 inches, which is perhaps the distance that would be 
adopted in practice, the ratio would be * 6, as found by our 
calculation. The advantage of double windows over single 
ones is not only that they transmit less heat, but also that the 
temperature of the inside glass being greater, less radiant heat 
is absorbed from the occupants of the room (310). 

(307.) "We will now consider the loss of heat by a window in 
a room like Fig. 80, in which the glass is exposed internally to 
air at 60^, and radiant walls at 48°* 02, while externally the 
temperature both of the air and radiant objects is at 80^. In 
this case the temperature of the glass will not be the arithme- 
tical inean between T and T', but will be given by the formula 

which in our case becomes 

/60-i8:02) X -^655 + 30) ^ 2 = 41-65. 

\ -4655 +-5948 ^ " -r°;. *i 00, 

the temperature of the glass. This case is shown by Fig. 82 ; 
die heat received from within by contact of the air will bo, 
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A X (T- t"), or in our case, -4655 x (60° - 4P-66) = 8-641; 
and by radiation, = R x (< — <") ; in our case, '6948 x (48*02 
- 41-65) = 3-789 units, making a total of 8-641 + 3-789 = 
12-3 units per square foot per hour. It is obyious that the 
same amount of heat has to be dissipated on the external 
objects; here, however, the loss arises from radiation and 
contact of air both at the same temperature, and we have 
U = (A+ E) X it" - T') ; in our case (-4666+ -6948) x 
(41° '65 — 30°) = 12-3 units, or the same as the heat received, 
proving that the temperature we found for the glass is correct. 
For 1° difference of internal and external air, the loss is 
12*3-7-30= * 41 unit per square foot per hour for a window 
5 feet high ; for 10 feet high and 20 feet the losses are *4 and 
-391 respectively. 

(308.) ^ Loss by Glasshouses^ Conservatories, dc," — We will 
lastly consider the case of a glasshouse exposed on all sides to 
air and radiant objects at 30°, the internal air being maintained 
at 60°, as in Fig. 86 ; here all the internal surfSaces having the 
same temperature, all the heat received from the interior must 
be given out by the contact of heated air only ; but the heat 
thus received is dissipated on external objects both by radiation 
and contact of air. The temperature of the glass will therefore 
not be a mean between T and T', but will be found by the formula 



r= 



(AxT) + JA+R)xTJ 



(2xA) + E 



Taking the height at 10 feet, our Table 97 gives -436 for the 
value of A, and B being - 5948 as before the rule becomes in 
our case 

(-436 X 60) + I -436 + -6948) x 30 I 

(2 X -435)+ -6948 " ^' 

which is the temperature of the glass : the heat received from 
within will be A X (T - t") ; in our case, -436 x (60° - 38°- 9) 
= 9 * 17 units per square foot per hour ; and the heat dissipated 
without wiU be ( A + R) X (t" - T'), in our case ( - 436 + - 6948) 
X (38° - 9 - 30°) = 9-17 units also. For 1° difference of internal 
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and external temperature we have therefore 9 * 17 4- 30 = * 306 
unit per square foot per hour. 

(309.) Thus for the three cases we have inyestigated, we 
have found three different values of U under otherwise similar 
drcnmstances, namely, * 53 for a window in a room with only 
one Hbmq exposed ; * 41 for a window in a brick building with 
14-inch walls, exposed on all sides ; and * 306 for a glasshouse. 
Comparing the loss by glass with that by the 14-inch walls, we 
find in the first case *53-^ *213 = 2*5, and in the second 
*41 -T- *159 = 2*58 times more heat lost by the glass than by 
the walls. 

(310.) The foregoing fsycts and results will enable us to 
explain some anomalies which are matters of common observa- 
tion, but the philosophy of which is not generally understood. 
Thus, for instance, it is well known that a room warmed by an 
open fire is much more comfortable to the occupants than if 
heated by steam or hot-water pipes. Fig. 80 may illustrate 
this case ; say that the air is heated by steam-pipes to 60% and 
imparts its heat to the walls and the window, both are therefore 
of necessity colder than the air, and our figure shows that the 
walls are about 12^, and the glass 19°, colder than the air. 
The occupant is therefore suffering from the abstraction of his 
animal heat by radiation of walls at 48° and windows at 41°, 
while the air is at the comfortable temperature of 60°, and if 
we would raise the walls to 60% it could only be done by raising 
the temperature of the air to about 75°, which would be oppres- 
sive and injurious. 

(311.) When a room is warmed by an open fire, the walls are 
wanner than the air, for radiant heat has the remarkable pro- 
perty of passing through air (in moderate thickness) without 
raising its temperature (278). By a common open fire, radiant 
heat only is given out usefully, for all the heated air passes up 
the chimney and is practically lost, and the radiant heat, passing 
through the air without sensible loss, is absorbed by the walls 
and raises their temperature. The air enters the room by the 
crevices in the door-way and windows, at the external tempera- 
ture, and is heated by contact with the walls, but must obviously 
be always colder than the 'walls by which it is heated, so that 
the occupant breathes air refreshingly cooL while the walls, 
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being comparatively highly heated, do not absorb his anima] 
heat with inconvenient rapidity. 

It will be evident from this, that to obtain a comfortable 
temperature the walls themselves must bo heated rather than 
the air. This may be done by causing hot air to pass by 
channels formed in the walls, see (374) and Fig. 110. The 
same result may be obtained by open fires or stoves highly 
heated, see (248). 

(312.) " Effect of Covers on (7ooZ%."— When a heated body 
such as a vessel of hot water is covered by a metallio cover, oi 
by a series of such covers, with air-spaces between each, bui 
closed so that that air is not renewed, the rate of cooling 
follows a law which may be stated thus : — For any number ft 
of enveloping covers the rate of cooling is equal to the rate of 
the vessel alone, freely exposed to the air, multiplied by the 
product of the surfaces of all the envelopes, and divided by the 
sum of all the possible products of n — 1 of the surfaces of the 
vessel and the envelopes. Thus, say we have a vessel and three 
covers, the ratio of whose four surface areas is 1, 2, 3, 4 re- 
spectively ; we may make four different products of any three oi 
those numbers : thus, taking away the fjrst (1), the product oi 
the other three is 2 x 3 x 4 = 24 ; taking away the second (2), 
we obtain 1x3x4 = 12; taking away the third (3), we have 
1x2x4 = 8; and finally, taking away the fourth (4), we 
have 1x2x3 = 6, and no further combination of three is 
possible. The sum of these four products is 24 4- 12 -f- 8 -f- 
6 = 50, and the product of the three covers being 2x3x4 
= 24, we have 24 -f- 50 = * 48 as the ratio of the loss of heat 
with three covers, that by the vessel alone being 1 * 0. Thus 
we have the rules : 

With a single cover, 

R = B-T-(A + B). 
With two covers, 

R = (B X C)-=-(b X C) + (A X C) + (A X b). 
With three covers, 
B = (BxCxD) + (bxCxD)+(AxOxD)+(AxBxD)+(AxBxO\ 
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in which B = the ratio of the loss of heat with the covers, that 
by the vessel alone being 1*0; A = the area of the surface of 
the heated vessel, and B, C, D that of the covers in the order 
of their sizes and distances from the vessel. 

With the snrfaces A, B, C, D in the ratios 1, 2, 3, 4, with 
one cover we have B = 2-7-(l-f-2)= '667; with two covers 

(2 X 3)4-(2 x3) + (l X 3) + (l x 2^ = -646; and with three 

covers, 

B = (2x3x4) +(2x3x4) + (lx3x4) + (lx2x4) + (lx2x3}= -48. 

Thus with 0, 1, 2, 3 covers the ratios are 1, -667, -545, -48 
respectively. 

The ratio of the areas of the covers to that of the vessel and 
to one another is very influential on the result, small covers 
being the most effective. Thus with areas 1*0, 1*1, 1*2, 1*3, 
B = 1*0, *524, *3646, *2905; with areas 1, 5, 6, 7, B = 1*0, 
•833, '732, *6625 ; and with very large covers having areas of 
1, 5, 25, 125, B = 10, *833, -8065, *8013 respectively. 

Peclet made experiments on this subject, the heated vessel 
being cylindrical terminated by two conical ends ; it was of 
tin plate, and the enveloping covers were of the same form and 
material, with spaces of ^jy inch between each. The surfaces 
of the vessel and four covers were in the ratio 260, 320, 420, 
480, and 560 ; in the same circumstances, the rates of cooling 
with the vessel naked, and successively covered with 0, 1, 2, 3, 4 
covers, were in the ratio 1*0, '60, *43, '36, *30; by the rule 
we obtain 1*0, -552, *4113, -3363, *28 respectively. 

The rules suppose that the covers are of the same form and 
same kind of radiating surface as the vessel. When this is not 
the case the question becomes very complicated. Peclet found 
with the same vessel as before, but coated with black varnish, 
and tin-plate covers as before, B = 1*0, '38, *35, '30, '26; 
and when sheet-iron covers were substituted, B became 1 * 0, * 59, 
•44, *34, '31 respectively. BeU-glasa covers with -^ inch 
air-spaces gave B = 1*0, * 50, • 41, * 34, • 30 respectively ; with 
the two last alone, B = •42. 
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CHAPTEB Xm. 

LAWS OF OOOLINa AT HIOH TIMFSBATUBIS. 

(313.) With high temperatures and great differences of tem- 
perature, the simple formulsB we have given require correction, 
as we have stated in (276) and (280). 

^^Lo88 hy Badiation" — The rule in (276) assumes that the 
loss by radiation is simply proportional to the difference of 
temperature of the radiant body and the absorbent: but Dnlong 
has shown that with the same difference the loss varies with 
the absolute temperature of the absorbent, so that, for instance, if 
in Fig. 74 the temperature of W W had been 212° and of S = 
213"^, the loss of heat per degree would have been about double 
the amount with the respective temperatures 60° and 59°. The 
loss of heat increases also in a much more rapid ratio than the 
difference of temperature, thus, with 432° difference, and with 
the absorbent at 212° (the radiant being in that case at 644°), 
the loss per degree is six times greater than at low temperatures 
as in (276). Dulong has given rules which agree well with ex- 
periment, up to a difference in temperature of 468°. This rule 
is a very difficult one to apply, but it may be put in such a form 
as to give a ratio by which calculations by the simple rule may 
be easily corrected. The rule then becomes 

124-72 X 1 ' 007 7 ^ x(l' 077 '^-1) _,, 

in which t = the temperature of the absorbent, or recipient of 
radiant heat in degrees Centigrade; T = the easceas of tem- 
perature of the radiating body in degrees Centigrade ; and B," = 
the ratio of loss of heat under the given temperatures. Table 104 
has been calculated by this rule ; but the temperatures are 
reduced to Fahrenheit's scale. The constant 124*72 is given 
by Peclet, who found the rule to agree perfectly with bis own 
experiments. The loss of heat at very high temperatures, as cal- 
culated by this rule, becomes exceedingly great, as is shown by 
Table 106. In all probability there is considerable error in 
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applying the role to such extreme cases ; but we obtain by it a 
nearer approximation to the tmth than we could get without its 
assistance. This table shows that with a radiant body at a 
clear red heat of 1860°, the loss is about 300 1 times the amount 
due by the simple formula, and at a bright white heat of 2580°, 
it rises to 4604 1 ! times that amount. This may be very incor- 
rect ; but the extreme rapidity with which a body at white heat 
cools down to orange and cherry red, &c., seems to indicate that 
at extreme temperatures the loss of heat is exceedingly rapid. 

(314.) The application of Table 104 is very simple. Say we 
have a mass of wrought iron heated to 600° in a chamber whose 
walls are at 190°. By Table 95, the radiant power of an ordi- 
nary surface of wrought iron is * 5662, and by the simple rule 
we have '5662 x (600 — 190) = 232 units per square foot per 
hour ; but by Table 104, the nearest number to the temperature 
of the absorbent is 194°, and to the difference (or 600 — 190 = 
410°), is 414°, and the ratio for those two numbers is by the 
Table = 5*26, and the true loss by radiation in our case is 
therefore 232 x 5*26 = 1220 units per square foot per hour. 

(315.) "Low hy Contact of Air,** — The researches of Dulong 
show that the loss by contact of cold air is independent of the 
absolute temperature of the heated body, differing in this respect 
from radiant heat; but he found that the heat lost increases 
more rapidly than the simple ratio of excess of temperature. 
Putting his formula, with the constants given by the experi- 
ments of Feclet, in such a form as to give us a ratio for the 
different temperatures, we have the rule 

1*233 

-552 X< 
t 

in which t — the difference of temperature of the body and 
the air in contact with it in degrees Centigrade, and "R'" = the 
ratio of loss of heat with that difference ; and thus we obtain 
the numbers in Table 105 and in col. 5 of Table 106. It will 
be observed that the departures from the simple law are much 
less than with radiant heat; at the extreme temperature of 
2580°, and with air at 60°, the loss is only 2 * 985 times the 
amount given by the simple rule. 
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Applying tbia to the case in (311), sa; that the heated body 
was a vertical plane 4 feet high, Table 97 gives ■ 478 loi the 

Table 105. — Of the Bath of Heat Emittbd or Abbobbed by Contact 
of AiB with given Dutebbhces of Teufbbatube. 
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Tftlue of A, and with the air at 190°, we have by the simple 
rule -478 x (600 - 190) = 196 units; but for a diflferenoe of 
410°, the nearest number in Table 105 is 414% for which the 
ratio is 1*96, and hence we have 196 x 1*96 = 384 units per 
square foot per hour. Adding the respective losses by radiation 
and contact of air together, we obtain 1220 -{- 384 = 1604 units 
as the total loss per square foot per hour; see (247) and 
Table 88. 

(316.) " Steam-pipes'* — We may apply these rules to the case 
of a steam-pipe. Say the air of the room and the walls are at 
60°, and the steam-pipe at 210°, or 150° difference. Then the 
jorrection for radiant heat by Table 104 is say 1*5, and for 
contact of air by Table 105 = 1 • 55. We may take B or the 
radiant power of cast iron from Table 95 at • 7. Table 99 gives 
for horizontal cylinders of 2, 3, 4, and 6 inches diameter, the 
respective values of A at -728, -6256, -5745, and '523, and we 
have 



Unlteper 
R. Diff. Ratio. Radiation. A. DifF. Ratio. Coutact. pOTHonr. 



By By 



For2m.diam.(-7xl50xl-5)=157-5,and0728xl50xl-55)=169-5=327 

3 „ „ „ (•6256x150x1-55)= 145-5=303 

4 „ „ „ (-5745x150x1-55) =133-5 =291 
6 „ „ „ (•523xl50xl-55)=121-5=279 

The weight of steam condensed to water at 212° per hour will 
be found by dividing the units of heat by 966 (the latent heat 
of steam), and we thus obtain • 338, • 312, • 301, and • 289 lb. of 
water per square foot per hour respectively. 

(317.) "Enclosed Pipes^ &c" — It should be observed that 
these calculations apply strictly to the case of a pipe freely 
exposed to air and radiant walls, &c., both of the same tempera- 
ture, and this is nearly true where pipes are £xed in the room 
to be heated ; but where they are enclosed in small channels 
under the floor, the case is very different, for in that case the 
walls enclosing the pipe become highly heated, and were they 
not continuously cooled by the air passing through them, 
they would soon take the same temperature as the pipe itself^ 
radiation from the pipe would cease altogether, and it would 
give out only about half the amount of heat. Taking the 
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4-inch pipe as an example from the oases just calculated, the 
loss by radiation is *7 x 1^0 x 1*5 = 157*5 units, or rather 
more than half of the total heat emitted, which was 291 units. 
But the heat received by radiation from the pipe is given out 
again by the wall to the air, and the temperature of the wall 
rises only until the two are equal to one another. This tem- 
perature we find by trial to be about 158°. The wall will then 
be 210 — 158 = 52° colder than the pipe, and the ratio by 
Table 104 being 1*83 for a recipient at 158°, and the absorbent 
powers of brickwork being by Table 95 • 736, we have * 736 x 
52 X 1 * 83 = 69 * 7 units received from the pipe. The amount 
given out by the wall to the air may be found by taking the 
value of A for a wall say 2 feet high from Table 97 at *528 
and the ratio from Table 105 for 158° - 60° = 98° difference, at 
say 1-89, and we have *528 x 98° x 1-39 = 71*9 units, or 
nearly the same amount as was received, showing that the 
temperature of 158° is nearly correct. The pipe at 210°, exposed 
to absorbing walls at 158°, and air at 60°, will lose (*7 x 52 x 
1*83) + (-5745 X 150 x 1-55) = 200*2 units instead of 291 
units, as we found for the case of air and walls of the same 
temperature; the ratio is 200*2 -r- 291 = '688, or say 70 per 
cent. ; see also (409). 

(318.) " Effect of Polished Metal Surfaces, <i&c."— The amount 
of heat lost by contact of air is not affected by the nature of 
the surfSeuse of the body, but that lost by radiation varies ex- 
ceedingly, and the sum total is modified considerably. This 
may be illustrated by taking the case of a horizontal pipe 
4 inches diameter outside, as in the last examples, heated at 
210°, with air at 60°, &c., but with varying character of radiating 
surface. Taking the values of B from Table 95, and A as 
before from Table 99, at * 5745, we have the results shown by 
Table 107. 

It will be observed, that the difference between a pipe in its 
ordinary state and a whitewashed one is very small indeed; 
blackening with lampblack increases the loss about 11 per 
cent; and a blackened pipe loses 317*97 -M39*55 = 2*27 
times as much heat as one of silvered copper highly polished 
like a mirror. When it is desired to lose as little heat as possible, 
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' tinned iron (or common tin-plate) is a very effectiye and cheap 
material, losing less than half the amount of a blackened surface. 
(319.) " Effects of Thickness of Metal in Pipes heated internally r 
— We haye assumed in the preceding calculations, and elsewhere 
throughout the work, that the outside of a steam-pipe has the 
same temperature as the steam, &c., inside, and this is practi- 
cally true with thin pipes, such as are commonly used. With 
great thicknesses, howeyer, the external temperature becomes ' 
sensibly less than that of the internal steam ; it will be in- 
teresting to inyestigate the case generally. 

We cannot calculate the loss of heat by the ordinary rules 
(285), because the surface dissipating the heat has a greater 
area than the surface receiying it; the ordinary rule supposes 
the wall, &c., transmitting heat to haye parallel plain surfaces 
and to haye a yery large (or infinite) area, so that the heat may 
be considered as trayelling in parallel lines from surface to 
surfiEMse, but in a thick pipe the heat trayels in radial lines, and 
the amount transmitted cannot be calculated in the common way. 
Let r = the radius of the inside of a pipe, in inches. 
r' = „ outside „ 

B = the radiant power of the outside surface, Table 95. 
A = the loss of horizontal cylinder by contact of air 

(282), and Table 99. 
Q = E + A. 
= conducting power of the material of the pipe. Table 

101. 
N= (log. r' - log. r) x 2-3. 

t = temperature of the steam, &c., and of inside surface. 
T' = n external air, and radiant objects. 

U = units of heat lost per square foot per hour. 
XJ' = „ per foot run per hour. 

Then we haye the rule 

^ '5233 X Qxr^X Cx (<-T0 

+ (Qxr'xN) 

Taking the case of a pipe 4 inches bore, 4 inches thick in 
cast iron, 12 inches outside diameter, with steam at 212° and 
air, &c, at 60° or 162° difference, we may take E at '7^ A ^\ 
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•4722, Q at 1-1722, and C at 233 ; for N wo hay© log. of 6 = 
•778, and log. of 2 = -SOI, and N = (-778 - -301) x 2-3 = 

r097, and the rule becomes -t?^,VV,ll^ 

' 233 + (l-1722 X 6 X 1*097) 

s 541 • 5 units per foot run ; and a pipe 12 inches or 1 foot 

diameter, having an area of 3* 14 square feet per foot in length, 

this is equal to 541 • 5 -^ 3 • 14 = 172 • 4 units per square foot 

per hour. 

(320.) But with a good conductor of heat, such as cast iron, 
the external temperature of the pipe will be high, and these 
numbers will require correction (313) (315) by Tables 104 and 
105, and to apply these we require to know the temperature of 
the external surface. 

By the rule in (297) U = Q X (« - T'), and hence U-f- Q = 
(t - T'), which in our case becomes 172-4 -4-1-1722 = 147° 
aboYO the atmosphere ; the temperature of the outer surface 
must therefore be 147 -f 60 = 207^ or 5" less than that of the 
inside of the pipe. With that temperature, the correction by 
Table 104 is 1-48, and for A by Table 105, 1-535, and calcu- 
lating the true loss as in (316) we have ( - 7 X 1 ' 48) + ( - 4722 x 
1-535) X 147 = 258-8 units per square foot per hour, or 258-8 
X 3-14 = 812-6 units per foot run. 

With a pipe infinitely thin in metal: A becomes -5745, Q 
1-2745, C is cut out, and N being 0, the expression (Q x r' X N) 
vanishes, and the rule becomes • 5233 X Q X r* x (< — T'), or 
in our case -5233 x 1*2745 x 152 = 202-77 units per foot 
run, and the area of a 4-inch being 3-14 x 4-7- 12 = 1*0467 
square foot, the loss is 202 - 77 -f- 1-0467 = 193-7 units per 
square foot. 

This particular case might have been calculated by the common 
rule, Qx(t-T) = U, or 1-2475 x 152 = 193-7 units per 
square foot per hour ; the same as by the other rule. 

Correcting these numbers by Tables 104 and 105, we have the 
true loss for 152° difference = (-7 X 1-5) + (-5745 x 1*55) 
X 152 = 294-9 units per square foot, or 294*9 X 1-0467 = 
308 - 7 units per foot run per hour ; so that the pipe 4 inches 
thick loses 812*6-7-308*7 = 2*6 times as much heat per foot 
run, as one infinitely thin. 
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Table 108 has been calculated in this way ; we find that even 
with the great thickness of 4 inches, the external temperature is 
only 5° less than that of the steam ; with a thickness of 1 inch 
the difference is less than 1°, and of course with a pipe of the 
ordinary thickness of -j^ to ^ inch, the external temperature 
will be sensibly the same as the internal, and the assumption 
that the heat lost is proportional to the external diameter is 
practically correct. 

Table 108. — ^Of the Loss of Heat by a Horizontal Cast-iron Pipe, 
4 Inches bore, with different Thicknesses of Metal, heated with Steam 
inside at 212°, and freely exposed to Air, &c., at 60° 



Diameter 


Thick- 
nesftof 
Metal 

in 
Inchet. 


Loes of Heat per Hoar. 


Temperature. 


of the Pipe 
inlDchee. 


Per Foot run. 


Per 

Square 

Foot. 

Uuit8. 


Of the 
External 
Surface. 


Of the 
Internal 
Surface. 




Instde. 


Oatside. 


Units. 


Ratio. 


Difference. 


4 


4 





308-7 


00 


294-9 


o 
212 


o 
212 


o 

-000 


4 


6 


1 


441-17 


1-4291 


281-0 


211-022 


212 


-978 


4 


8 


2 


571-4 


1-851 


273-0 


210 


212 


2-0 


4 


12 


4 


812-6 


2-600 


258-8 


207 


212 


5-0 


4 


16 


6 


1021-6 


3-300 


244-0 


191 


212 


21-0 



(321.) ^ Steam-^peSy dc, cased in Bad Conductors of Heat." 
— ^The loss of heat by naked pipes to steam-engines, &c., is very 
considerable, and where the length is great it becomes serious, 
not only from the waste of fuel, but from the formation of water 
by condensation, which is obstructiye to the working of the 
engine (126). Thus, with 35 lbs. steam, having by Table 71 a 
temperature of about 280°, the loss of heat by Table 90 with a 
4-inch pipe would be 587 units per foot run per hour, and as 
by (118) a horse-power requires about 70,000 units, we find 
that a 4-inch steam-pipe, 4|^ diameter outside, and 100 feet long, 
would lose (587 x 100) -r- 70000 = • 84 horse-power. This loss 
may be greatly reduced by casing the pipes in a material which 
conducts heat badly : see Table 101. The woollen felt which 
is made for this special purpose is the best and cheapest ma- 
terial. 
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Adopting the same notation as before (319), but patting C 
for the conducting power of the casing, and r" for its outer 
radios, N will be (log. r" — log. r') X 2* 3, and the rule becomes 

'523 3 xQxr^^X C X (<~T0 _ 
0-f (Qxr"xN) 

For illustration of the effect of casing with different materials, 
we will take the case of a pipe 4 inches outside diameter, heated 
to 212°, the casing being covered in all cases with canvas, so as 
to give the same radiating power to the outer surfeuse, and thus 
exhibit the variation in loss of heat due to conducting power 
alone. 

Thus, for instance, with a casing of fir-wood, 1 inch thick, the 
outer diameter becomes 6 inches, r" = 3 inches, E by Table 95 
for canvas or calico = • 7461, A by Table 99 = • 623, therefore, 
Q = 1 • 2691, and = • 748 by Table 101. For N we have log. 
3 = -477 and log. 2 = -301, and N = (-477 - -301) x 2-3 = 
•405. Then the rule becomes 

-5233 X 1-2691 x 3 x '748 x 152 

•748 + (1-2691 X 3 X -405) " ^^'^' 

or say 99 units per foot run per hour. 

Calculating in this way with the different conducting powers 
and thicknesses, we obtain the numbers in Table 109. 



f\y 



Table 109. 



Woollen Felt, or Ootton\ 
Wool / 

Sawdust 

Fir-wood (transmission 'j^ 
perpendicular) . . . . / 

Oal Ashes (Coke pul-) 
verized) / 

Plaster 

Stone 

Marble, grey, fine 



Thickness of Casing In Inches. 



a 



•323 
•523 
•748 

1-29 

3-86 
13-68 
28 00 



^inch. 



79-5 
108 
131 

165 

216 
244 
250 



linch. 



2 Inches.! 4 indies. 



.1. 



6 Inches. 



52-4 
76-7 
99 

138 

216 
272 

287 



34 
52 
71 

108 

209 
316 
352 



22-5 
35-6 
49-6 



18-1 

28^92 

40-7 



80-6 i 67-6 



189-0 
367-0 
452-0 



1720 
388-0 
519-0 
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(322.) With low conductors, such as woollen felt, and con- 
siderable thicknesses, such as 4 or 6 inches, these numbers are 
correct enough for practice, but with thin casings, and better 
conductors, the external temperature will be high, and thoj 
require correction by Tables 104 and 105. We must first find 
the temperature: continuing the case with fir-wood, in which 
we have a loss of 99 units per foot run, the area of a 6-inch 
cylinder is 3*14 x 6 -f- 12 = 1*57 square foot, and the loss of 
heat per square foot is 99 -f- 1 * 57 = 63 units, and the excess 
of temperature being U -f- Q = (< — T'), becomes in our case 
63 -f- 1 * 2691 = 50° above the external air, and the temperature 
of the external surface is 50 -f 60 = llO''. With 50° excess, 
the correction of E by Table 104 is 1 * 2, and of A by Table 105 
= 1*22, and the true loss of heat is (-7461 x l*2) + (*523 x 
1*22) X 50 = 76 units per square foot, or 76 X 1*57 = 119 
units per foot run per hour. 

Comparing this with the loss by a 4-inch pipe uncased, but 
still coyered with thin canvas, the corrections for 152° difference 
by Tables 104 and 105 are respectively 1 * 5 and 1 * 55 as in (316), 
and we have (-7461 x l*5)-f (-5745 x 1-65) x 152 = 305*4 
units per square foot, or 305*4 x 1*0467 = 320 units per 
foot run, the ratio is 119-^-320 = *372, the uncased pipe 
being 1 * 0. 

Table 110 has been calculated in this way throughout : it will 
be observed that with low conductors, such as woollen felt, the 
loss becomes rapidly less with increase in thickness, but with 
such good conductors as stone and marble, the loss with all 
thicknesses is greater than by an uncased pipe, and the thicker 
the casing, the greater the loss; it is therefore worse than 
useless to use even moderately good conductors for such a 
purpose, and it is to illustrate this fact that such materials are 
introduced in the table. 

(323r) The effect of a given thickness of casing is not quite 
the same for all diameters of pipe; Table 111 gives the loss of 
heat by horizontal pipes of different diameters from 2 to 12 
inches, cased with from ^ inch to 6 inches of felt, &c. The low 
temperature of the external surface with considerable thicknesses 
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Table 110. — Of the Loss of Heat by a Horizontal Pipe 4 inches OuTsn 
cased in differeDt I'hicknesses of various Materials and covered wi' 

of the GaslDg < 



THIOKirSflll OF Gasiko OS 



Material of the Casing. 



Oon- 

ducting 

Power 

of the 

Casing 

(C). 



i Inch thick. 



1 Inch thick. 



Loss of Heat per Hoar. 



Per Foot run. 



Units. 



Woollen Felt, or Cotton\ 
Wool / 

Sawdust (Mahogany) . . 

Fir - wood (transmission ) 
against grain) .. ../ 

Oal Ashes (CJoke pul-| 
verized) / 

Plaster, common .. .. I 3*86 

Stone 13-68 

Marble, grey, fine . . .. 28 '00 



•323 
•523. 
•748 

1-29 



93 
131 
166 

225 

313 
365 



Ratio. 



•290 
•409 
•519 

•703 

•978 
114 



376 1175 



Per 
Foot 

sqaare. 

Units. 



172 

239 
279 

287 



I Loss of Heat per Hoor.j Tern 

ofUi 




158 

188 
204 
208 



173 

299 



•372 76-0 110 



•641 110 



'934191 
407 1^272 259 
430 1 344 274 



129 

168 
197 
204 



Note. — The ratio in this table gives the loss by the cased pipe, compared wi 
with fir-wood casing, 2 inches thick, the loss per foot run is •238, that by ( 



is remarkable ; thus a 4-inch pipe with 6 inches of casing has 
a surface temperature of 63^*58, or 3*^*58 only above the 
atmosphere. The ratio in this table gives the comparative 
losses with cased and naked pipes, (not covered with canvas as in 
Table 110) ; this is obtained by the same method as in (316), 
and thus we have „ ^ , 

Per Fooi 
Circnm. mn. 
R. Ratio. A. Ratio. Diff. in Fe<t. Units. 

For 2-inch pipe (•7xl-6)+(^728 xl^55)xl52x •5236=173^4 

4 „ „ (•5745xl-55)xl52xl-0467=308^7 

8 „ „ (•4978xl^55)xl52x2^094 =576-5 

12 „ „ (•4722xl^55)xl52x3-142 =851*0 



M 



Table 111 shows that a 4-inch pipe cased in 2 inches of felt 
loses 34*7 units per foot run, and that the naked pipe would 
have lost 308-7 units, or 308-7-7- 34*7 = 8-9 times asmuoh as 
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Diameter, heated to 212°, freely exposed to Air and Radiant Objects at 60°, 
Thin Canvas ; showing the Effect of the varying Conducting Power 
the Loss of Heat. 

Pipe 4 ikches Diaheteb Outside. 



2 luches thick. 



Loss of Heat per Hour 



Per Foot ran. 



Units. 



34-7 
54-8 
76-1 

124 

272 
450 
519 



Batio. 



•1086 
•1725 
•2380 

•3875 

•8500 
1-407 
1-622 



Per 

Foot 
square. 
Units. 



16-6 
26-2 
36-4 

59-5 

130 
215 

248 



Temp, 
of the 
Ex- 
ternal 
Sur- 
face. 



o 

73 
80 
87 

101 

140 
181 
195 



4 Inches thick. 



Loss of Heat per Hour. 



Per Foot ran. 



Units. 



22-36 
35-86 
51-15 

85-7 

223 
499 
644 



BaUo. 



-070 
•112 
-160 

•268 

-697 
1-56 
2-01 



Per 
Foot 

square. 

Units. 



Temp, 
of the 
Ex- 
ternal 
Surface. 



7-124 
11-42 
16-29 

27-3 

71-0 
159 
205 



o 

65-88 
69-27 
73 

81 



109 
156 
!178 



6 Inches thick. 



Loss of Heat per Hour. 



Per Foot run. 



Units. 



18-10 
28-92 
41-06 

69 

201 
498 
720 



Batio. 



Per 
Foot 

square. 

Uuits. 



•0566 
•0904 
•1283 

•2156 

•628 
1-55 
2-25 



4-323 
6*908 
9-81 

16-6 

48 
119 
172 



Temp, 
of the 
Ex- 
ternal 
Surface. 



o 
63-58 
65-73 
68-04 

734 

95 
137 
163 



the loss by a pipe without casing, but covered with canvas like the others ; thus 
uncased pipe being l^O, &c. The uncased pipe loses 320 units per foot run. 



the cased pipe. This ratio is given for each diameter and 
thickness in the table, and may be used with sufficient correct- 
ness to find the loss by other sizes of pipes : thus with 2 inches 
of felt, the ratio for a 4-inch pipe is 8* 9, and for 8-inch 9*71, a 
6-inch one might therefore be taken at (8 • 9 + 9 • 71) -r- 2 = 9 • 8. 
Then by Table 90 the loss by a 6-inch naked pipe at 210° is 
493 units per foot run ; cased in 2 inches of felt, this would be 
reduced to 493 -f- 9 * 3 = 58 units, &c. It will be observed that 
very thin casings of felt are effective in reducing the loss of 
heat ; thus ^ inch reduces the loss to less than half the amount 
with a naked pipe, &c. Great thicknesses are very effective, but 
they become unsightly from the great increase in bulk; one 
inch is a common thickness, and the loss is then about one-fifth 
of that with a naked pipe. 
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OHAPTEB XIV. 

ON VKNTILATION ETC. 

(324.) " Bespiration, dc,'' — In the act of respiration oxygen 
derived from the atmospheric air combines with carbon and 
hydrogen given out from the lungs, the carbon being trans- 
formed into carbonic acid, and the hydrogen into water or 
vapour. It is shown in (67) that combustion by which heat is 
obtained in our furnaces is effected by similar combinations, so 
that respiration is a veritable act of combustion at a low tem- 
perature, and an amount of heat is produced proportional to 
the carbon and hydrogen consumed. According to M. Dumas, 
an ordinary man burns per hour a quantity of carbon and 
hydrogen equivalent to '022 lb. of -carbon, and by (57) the 
heat developed will be 12906 X '022 = 284 units per hour. 
The heat thus developed serves to keep up the temperature 
of the body : if there were no means to prevent its accumu- 
lation the temperature would rise without limit, but such 
means are provided, and are so nicely adjusted that the body 
is maintained uniformly at 98^ under all circumstances. The 
surplus heat is carried off 1st, by radiation to cold walls or 
other surrounding objects; 2nd, by contact of cold air; and 
3rd, by perspiration,, in which the fluids of the body are 
vapourized, and heat becomes latent (17). With moderate 
temperatures all three of these means are in operation, and 
only then is perfect comfort experienced: in extreme cold, 
perspiration is nearly suppressed, and all the heat is carried 
off by radiation and contact of cold air. When the temperature 
becomes moderate, insensible perspiration ensues, and the skin 
becomes moist ; as the temperature rises, the amount vapourized 
becomes progressively greater, and when air and walls have 
attained the temperature of the body, or 98^, the loss of heat 
by radiation and contact of air is suppressed, and the whole of 
the animal heat has to be carried off by perspiration, which then 
becomes excessive and takes the form of sweating. 

(325.) " Ventilation" — In considering the amount of air re- 
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quired for ventilation, we mnst be guided by the several offices 
which that air has to fulfiL These are five in number : 1st, to 
supply the organs of respiration with the necessary amount of 
oxygen ; 2nd, to carry off the vapour given out by the lungs 
and the body ; 8rd, to dilute and carry off the natural ex- 
halations from the skin ; 4th, to carry off the animal heat 
not absorbed by radiation and vapourization ; and 5th, to 
supply the lighting apparatus. The same air may possibly 
perform several of these offices simultaneously or consecutively. 

(326.) " Air required for Bespiration'* — An ordinary man in 
a state of repose makes about sixteen respirations per minute, 
each of 40 cubic inches according to Menzies ; admitting there- 
fore that air should not be respired a second time, we have 
(16 X 40 X 60) -^ 1728 = 22 cubic feet of air thus vitiated per 
hour. 

(327.) " Air required to carry the Vajpour" — We have just 
seen that the amount of vapour produced varies very much with 
the temperature, &c. ; if the whole of the animal heat had to be 
thus carried off we should have 284 -f- (1178 - 98) = -263 lb. 
of vapour per hour ; and if the whole surface of the body, or 
even a considerable portion of it were exposed, there would be 
no inconvenience, for by col. 3 of Table 79 a square foot at 98*^ 
evaporates about *13 lb. per hour, and twp square feet of ex- 
posed surface would suffice, but where the body is almost whoUy 
covered, as is usual with us, there would be great inconvenience 
and even distress. M. Dumas gives the amount of vapour in 
ordinary cases and with moderate temperatures at * 0886 lb. per 
hour, or about one-third of the maximum quantity, and this, 
with air at 62° would require -0836 x (1178 - 62) = 93 units 
of heat to vapourize it, so that 284 — 93 = 191 imits would 
have to be carried off by radiation and contact of cold air. 

It is shown in (185) that to effect evaporation at low tem- 
peratures, a certain volume of air is necessary to dissolve and 
carry off the vapour. Say we have air at 62° and * 6 saturated 
(181), which would be a common condition : each cubic foot 
would therefore by col. 7 of Table 68 contain • 000881 x ' 6 = 
• 000528 lb. of vapour ; to saturate it would require • 000881 — 
000528 = -000353 lb. more, and the -0836 lb. given out by 
respiration would Bat\ira\.fe -Q^^^-r- '^^^^^^ = "iST <ixibic feet, 
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and this is the TniTiimnm yolome of air possible under these 
conditions. 

(328.) ''Air required to carry off the ExhaMiom." —The 
amount of air necessary to dilute and carry off the natural 
exhalations from th6 skin, &c., varies very much with the 
qharacter of the individual as to health and personal cleanli- 
ness: observation and experiment alone can determine the 
minimuTn necessary in each particular case. With a ventilation 
of 212 cubic feet per head per hour M. P^clet found a slight 
odour in a public school of 180 children of the age of seven or 
eight years. With the same ventilation there was a sensible 
odour in a ceU of the Prison Mazas, which disappeared entirely 
with 350 cubic feet. 

In hospitals, especially those for the treatment of infectious 
diseases, a very much larger volume of air is necessary ; in- 
deed, there are only two limitations to the quantity which may 
be advantageously used in such cases, namely, the difficulty of 
distributing a very large volume so as to avoid objectionable 
draughts, and the cost. With 530 cubic feet per head per hour 
there was a very perceptible odour in the wards of the Hospital 
Beaujon : with 880 cubic feet the odour disappeared, but as 
this rate was preceded by a very powerful ventilation by 
opening windows, &c., we may admit 1000 cubic feet as the 
minimuTn. volume to prevent sensible odour in ordinary cases 
of sickness. 

But there can be no doubt that when infected air has been 
so far diluted as to cause the odour to disappear, it may still 
contain the germs of disease in dangerous proportions, hence 
very large volumes are now admitted to be desirable, if not 
essential. Peclet seems to admit 2000 and Morin 2500 cubic 
feet per head per hour for ordinary cases, and the latter recom- 
mends as much as 5300 cubic feet in times of epidemic, &c, ; 
which is perhaps excessive. 

(329.) ''Air required to carry off the Animal Heat" — It is 
shown in (327) that 284 units of heat are generated per head 
per hour, and that 93 units being required to form the 
vapour emitted, there remain 191 units to be dissipated by 
radiation and contact of cold air. When a large room ba^ 
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very few occupants, a very considerable proportion of this 
animal heat will be given out by radiation to the cold walls ; 
but in a crowded room, the radiation of each individual is 
almost wholly suppressed by the surrounding crowd, and in 
that case the air alone has to carry off tUb surplus heat, and it 
will be heated to an extent proportional to the volume admitted. 

K the whole of the 191 units has to be carried off by the air, 
and restricting the increase in temperature to 20^ which is 
perhaps as much as could be conveniently permitted m most 
cases, the least volume of air would be 191 -f- (20 X '238 X 
• 0761) = 527 cubic feet per head per hour. 

In the case (328) where only 212 cubic feet were allowed to 
the single occupant of a prisoif cell ; if that air were heated 
20° it would carry off only -0761 x 212 x '238 x 20 = 78 
units, leaving 191— 78 = 113 units to be absorbed by radiation. 

These two cases may be taken as the extremes, and we thus 
find that to carry off the animal heat, the volume of air will 
vary from say 220 to 500 cubic feet per head per hour, depend- 
ing on the more or less crowded state of the room. 

(330.) " Air for Lighting Apparatus" — According to Dr. Ure 
1 lb. of coal-gas requires 14 * 58 lbs. of air, supposing that all 
the oxygen in that air is consumed ; but a considerable portion 
will always escape unconsumed, and we may admit that a double 
volume (76) should be supplied, or 29 lbs. of air per pound of 
gas. Taking the specific gravity of coal-gas at *42, that of air 
being 1 • 0, a cubic foot at 62° will weigh • 0761 x • 42 = • 032 lb., 
and will require -032 x 29 = 9-28 lbs., or 9 • 28 -f-- 0761 = 12 
cubic feet of air. An ordinary gas-burner consumes about 
5 cubic feet of gas per hour, and requires 5 x 12 = 60 cubic 
feet of air, and if we allow one gas-burner per head, we require 
60 cubic feet per head for the lighting apparatus. 

(331.) The combined and general result of this investigation 
is given by Table 112, from which we conclude that in a room 
very thinly occupied, the minimum volume of air with cleanly 
and healthy persons may be as low as say 250 cubic feet per 
head per hour ; for prisons, workhouses, &c., 350 ; for crowded 
assembly rooms, chapels, &c., 500 ; for hospitals with ordinary 
maladies, 2000 ; and for fever hospitals, &e,, 4000 cubic feet. 
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Table 112. — Of the Cubic Feet of Aie required for the different 

purposes of Ventilation. 



character of Oocupants. 



For 
Respira- 
tion. 



Boom with single occupant, cleanly 'i 

and healthy / 

Room with single occupant, healthy) 

but not cleanly / 

Room with single occupant, cleanly^ 

but sick / 

Crowded room, healthy and cleanlyl 

persons / 

Hospitals (ordinary cases) . . 
Hospitals for Fevers, &c 



22 
22 
22 

22 

22 
22 



For 
Vapour. 



237 
237 
237 

237 

237 
237 



For 
Exhala- 
tion. 



250 

350 

1000 

250 

2000 
4000 



For 
Heat. 



220 
220 
220 

500 

220 
220 



For 
Lights. 



60 
60 
60 

60 

60 
60 



It should be observed that the same air serves simultaneously, 
or consecutively, all the five offices we have assigned to it in 
(325). Thus, the lowest volume, 250 cubic feet, suffices with 
cleanly and healthy persons, for respiration, 22 ; vapour, 237 ; 
the e^dialations, 250 ; the animal heat, 220 ; and the lighting, 
60 cubic feet. 

The results of many observations on ventilated buildings 
by various observers are given in Table 113 ^ Table 114 gives 
the volume of air necessary for different cases according to the 
authority of Peclet and Morin ; those by the latter are in many 
cases excessive. 

(832.) " Method of effecting Ventilation" — We have now to 
consider the means by which the continuous renewal of the air 
in a room or building is to be effected. Let Fig. 93 be a room 
filled with heated air, and let the walls have the same tempera- 
ture as the air ; the temperature will not be the same through- 
out, but will vary slightly with the height, the top of the room 
being the hottest. If the walls are exposed to cooling influences, 
and become colder than the internal air, a down-current is esta- 
blished against the face of the wall, as shown by the arrows, 
Fig. 87, because the air in contact with the wall being cooled 
by it, becomes heavier than the air in the centre of the room, 
the former therefore descends, and the latter aeic^ud^^ ^& ^<^^tl 
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Table 114. — Of the Volxjmb of Aib for Vkntilation, according to 

different Authorities. 



Place Ventilated. 



Hospitals 

Theatres, Assembly Booms, fto. 

Prisons 

Ordinary rooms 

Schools 

Hospitals, ordinary maladies .. 

„ wounded, &c. .. 

„ in times of epidemic 

Theatres 

Assembly Booms, prolonged sit- 
tings •. ' 

Prisons •• 

Workshops, ordinary 

„ insalubrious.. 

Barracks, during the day . . 

V n uight .. 

Schools, infant 

., adult 

Stablee 



( 



Cubic Feet of Air per Head 
per Hoar. 



Max. 



llin. 



Mean. 



390 



212 



1760 



706 
1410 
7060 



1410 






530 
1060 
6350 



2120 

530 

350 

300 

212 

2470 

3530 

5300 

1585 

2120 

1760 
21120 
3530 
1060 
1760 
618 
1235 
6700 



Authority. 



Peclet. 

>» 
» 
»> 

Morin. 

j» 
»» 
»> 

n 
>♦ 
j» 
n 
»> 
>♦ 
♦> 
» 



by the arrows ; and by the same means horizontal currents are 
established along the floor and ceiling, as shown by the figure. 
(333.) If openings be made in the floor and ceiling, as at A 
and B, Fig. 88, the column A B would immediately ascend, 
being lighter than the column of cold external air with the 
same height, and the velocity of the motion can be easily calcu- 
lated. Say the room is 10 feet high, with internal air at 62^ 
and external air at 32°. We And by Table 24 that a column of 
air 10 feet high at 62'' is equal to a column at 32% 10 -^ 1 - 061 
= 9*424 feet high, we have therefore 10 - 9*424 = -576 foot 
head to produce motion, and as we have two openings to deal 
with, we may suppose it to be divided between them, each 
taking *576 -r 2 = *288 foot head, and as in the case (150) we 
have V *288 x 8 = 4*3 feet per second, or with '93 for co- 
efficient (153) 4*3 X *93 = 4 feet per second, and from this 
the area necessary can be easily calculated. 
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(334.) But it is obvions, that although a given amount of air 
might thus be caused to pass through a room, we should not 
have efficient ventilation ; the portions of the room indicated by 
and D would not be ventilated at all. If , as in Fig. 89, the 
openings were made at opposite ends of the room, the ventilation 
would not be much improved, the central part receiving no 
benefit from the current of fresh air passing through the room. 

(335.) If , as in Fig. 90, we admit the fresh air by very 
numerous holes, equally distributed all over the floor, and allow 
it to escape by similar holes in the roof, we then have perfect 
ventilation ; but the plan is very difficult to carry out. Thus 
in Fig. 91 we have holes in the floor J and ceiling K, as in 
Fig. 90 ; but admitting the air by one large opening. A, and 
allowing it to depart by a similar opening at B, which is 
usually a practical necessity, the air takes the shortest course, 
and the holes in the direct line get the most of it, and it is 
exceedingly difficult to obtain uniformity in the ventilation. 

(336.) There is another and a practical difficulty in this 
mode of ventilation* It is essential that the numerous inlet 
openings should be of large area, otherwise the velocity of the 
air would be so great as to be a nuisance, especially for summer 
ventilation, when cold air is admitted ; but if the v^ocity be 
very low, it is apt to be greatly disturbed, and the current even 
reversed by light winds in certain directions, so that it is essen- 
tial that the velocity through the inlet and outlet openings 
should be considerable. 

(337.) In Fig. 92 we have a room ventilated on a totally 
different principle. The heated air enters by one large opening 
at A, and mounts directly to the ceiling. The cooled air is 
drawn off by an opening B, leading to an air-chimney* C, in 
which the air is maintained at all seasons at a high temperature, 
thus causing a rapid current, too strong to be seriously affected 
by winds. The heated air entering the room rises in a body to 
the roof, and is distributed in horizontal strata, having the 
same temperature at the same level all over the room, as in 
Fig. 93. This is a natural circumstance where there are no 
disturbing causes, and an important one for our purpose. Let 
Fig. 94 be a room like Fig, 98, but say that by some accidental 
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cause the air at one end of the room is more heated than at the 
other, the beds of air will in this case be at an angle with the 
horizon, as per figure. It will be seen that the mean tempera- 
ture of the air at one end of the room is 10° higher than at the 
other, it will therefore weigh less, and motion will ensue in the 
direction of the arrows until uniform horizontal temperatures 
are obtained, as in Fig. 93. By the action of the Ventilating 
shaft the air is regularly drawn down, and the number and 
position of the exit orifices (on the plan) has no influence on 
the ventilation. But if, as in summer, the air admitted at A is 
cooler than that in the room, this arrangement of the openings 
would be the worst possible ; for, as in Fig. 95, the cold air 
would remain at the bottom, passing away along the floor to the 
opening B without ventilating the room at all. We require in 
this case an opening at the top of the room, or at least above 
the heads of the people, as at D. The cold air admitted at 
B wiU then spread horizontally all over the floor, and ascend- 
ing regularly by the action of the chimney and by the heat 
imparted to it, will depart vitiated by the opening D. If in- 
stead of admitting the cold air at A, we let it in by an opening 
in the ceiling at E, the cold air would fall direct to the floor 
because of its superior weight, and would then be distributed 
and rise uniformly to the opening D as before ; but the descent 
of the cold air would be felt as a draught by those in and near 
its course. 

(338.) ^^ Summer and Winter Ventilation" — It will be seen 
from this that the arrangement of the orifices of access and exit 
of air must be varied with the seasons. In winter, when the 
air entering is previously heated, and is of higher tempera- 
ture than the room, it may enter by one or more openings in 
any part of the room, and should be drawn off by one or more 
openings near the ground into the air-chimney. In summer the 
cool external air should be admitted by openings in the floor, 
and should pass into the chimney by openings near the top of 
the room, or at least above the heads of the inmates. For both 
cases we have supposed a good air-chimney to be used, and an 
active draught to be maintained, summer and winter, when 
ventilation is required. 
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(339.) Witli natwroL ventilation^ as it is termed, as per Figs. 
88-91, no change is necessary with the seasons. In all cases 
the air should enter by numerous openings in the floor, and 
depart by similar openings in the ceiling. No chimney is 
necessary, but the exit opening should be provided with a hood 
to prevent the action of the wind disturbing the draught 
This mode appears by far the cheapest and simplest ; but prac- 
tically it is very uncertain and frequently very ineffective. It 
is almost the only plan used in our churches and chapels, and 
by universal experience is far from satisfactory, especially in 
summer, although supplemented by opening windows and other 
highly objectionable means. It is deeply to be regretted that 
the acknowledged difBlculties of accomplishing effective ventila- 
tion have led to the whole question being virtually abandoned 
by architects and others designing many of our public and 
private buildings. 

(340.) ^^ Mechanical Ventilation!' — ^Ventilation may also be 
very effectively, and in many cases cheaply accomplished by a 
fan worked by manual or engine power. In &ctories, and other 
large establishments where an engine is used for other purposes, 
this is by far the best method of ventilating workshops, &c. 
The great objection to this method for general purposes, 
namely, that tiie ventilation continues only so long as the 
engine is at work, does not apply to such cases, the hours of 
labour terminating at the same time. In many cases, such as 
prisons and workhouses, manual labour may be substituted for 
engine power with advantage, the fan being worked by pri- 
soners or paupers in short relays to prevent the labour being 
excessive. By a heavy weight wound up during the day and 
allowed by suitable machinery to descend slowly during the 
night, the ventilation may be kept up continuously. The same 
method may be adopted for the ventilation of churches and 
chapels ; usually these buildings are occupied only three or four 
hours on Sundays, and the weight may be wound up during the 
preceding week. 

(341.) There are two kinds of fan which may be used for 
ventilating purposes, one compressing, and the other exhausting 
the air operated on. The former is preferable in most cases \ 
the latter having the o\)^QGkt\oTi ^^\» S^ ^^j^k^s^^ dron^hts of cold 
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air to enter by all crevices in the floors, windows, and open 
doors, &c. It is evident from (338) that a compressing fan 
should deliver the air near the floor-line, the outlets from the 
boilding being near the floor-line in winter and near the 
ceiling in summer. 

The general form and proportions of ventilating fans may be 
illustrated by Figs. 63 to 66, which give the construction and 
details of a 5-foot fan and the gearing for working it as adapted 
for the case of a chapel, workhouse, &c., where the ventilation 
has to be kept up by a falling weight. 

(342.) Figs. 63 to 66 give all the necessary details of the fan 
and the gearing for working it. One of the principal things to 
be attended to is to make all the parts very light, and another is 
to avoid enlargements of the area in the air-passages, by which 
velocity is lost after having been got up elsewhere. The air- 
passages should either have the same area throughout, or, what 
is perhaps better still, a diminishing area, so that the velocity 
is gradually got up from point to point, but never suffered to 
&11 again by an enlargement of channel : see (163). In Fig. 63, 
A is the fan, 5 feet diameter, having six blades of light sheet 
zinc or iron, which are curved to a radius of three-eighths of the 
diameter, or in our case 22^ inches, the describing circle or 
centre being one-third of the diameter, or 20 inches, as in the 
figure ; we thus obtain air-passages of 7 inches at the smallest 
part between blade and blade, increasing to the circumference. 
The blades are supported by two sets of light deal arms, fixed 
to light cast-iron centre bosses, keyed on the wrought-iron 
shaft. The centre openings are half the diameter of the fan, 
or 30 inches, and the distance between the side cheeks is the 
same dimension. The area of the two central 30-inch openings 
is 9*8 feet; the area of the passages between the fan-blades at 
the narrowest part is 7 x 30 x 6 -f- 144 = 8* 75 feet ; and the 
outlet opening is 3x2*5 = 7*5 square feet : the velocity is 
thus gradually got up. The case may be made of light deal or 
any other convenient material. 

The gearing should be very light in pitch, and truly fitted in 
the teeth. The pinion B is made to slide on a feather let into 
the fan-shaft, so as to draw endwise out of gear with its wheel 
when the weight ia being wound up, n<i\lv:^ \& ^^^'Ql^ V^ ^ 
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handle, C, on the second-motion shaft. This handle shonld 
be removed after the weight is wound up; and the machine 
is stopped tiU required by the break D, which is kept in 
contact with the unturned wheel F by the weight G. To start 
the machine, the break-lever is raised by its handle H, and 
is kept up by the spring holder J. The lever 1) is fitted 
with a block of hard wood, curved to fit the wheel F. The 
frames are secured to the floor by bolts in their feet, and to 
one another by a cross-stay at K. The barrel carries a light 
wire or hempen rope, which is led under a large guide-pulley, 
and thence over another at the top of the building, so as to raise 
the weight in a channel provided for it in the wall, being 
guided and kept in position there by long vertical guides of 
iron or hard wood. 

(343.) The power which such a fan will require to drive it 
depends very much on the velocity of the current of air issuing 
from it ; in fact, the power is directly as the square of the 
velocity omitting the consideration of the friction of the 
machine, so that velocities in the ratio 1, 2, 3, &c., require 
powers in the ratio 1, 4, 9, &c. There is a practical limit, 
however, to the extent to which the power may be reduced 
by reducing the speed, for at very low velocities the current 
is apt to be retarded or even overpowered and reversed by 
adverse winds. 

It is shown in (394) that the velocity actually realized in 
practice is considerably less than that due to the actuating 
force, the ratio varying with the length of the passages, and 
the number of successive enlargements and contractions; on 
the large scale we may admit the ratio of the Prison Mazas, 
or '423 for the velocity, and '423^ or •179 for the power 
required to drive the fan. Thus, say we required such a 
volume of air that the actual velocity through the passages 
must be 10 feet per second, and the theoretical power for 
that velocity was 1-horse ; then the speed of the fan must be 
calculated for 10 -r- ' 423 = 24 feet per second, and the power of 
the engine would be 1 -7- • 423^ = 5*6 horses. But for most 
cases the passages being much shorter than in the Prison 
Mazas, we may admit the ratio of the real to the theoretical 
velocity to be hali, or •^^wxii^'e^ Y^^^t *X^>=.'^\ '^Sass^^ka^ 
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this, and assoming 5 feet per second as a good real velocity, we 
must calculate for 5 -7- * 5 = 10 feet per second in determining 
the revolutions of the fan and the power required to drive it, 
the real velocity of discharge, however, being only 6 feet per 
second. Then with a velocity of 5 feet per second, or 800 feet 
per minute, the fSEUi, Fig. 63, having an exit opening of 7*5 
square feet, would discharge 7 * 5 x 300 = 2250 cubic feet per 
minute, or by Table 24, -0761 x 2250 = 171 lbs. of air. The 
head due to 10 feet velocity by the laws of falling bodies, is 
(10 -7- 8)^ = 1 • 56 foot, and the mechanical work to be done is to 
raise 171 lbs. of air 1*56 foot high per minute, or 171 X 1*56 
= 267 foot-pounds. Table 116, which gives the proportions of 
ventilating fjEins, has been calculated in this way. The centre 
of effort of a fan is about seven-eighths of the extreme diameter^ 
or in our case 5 X 7^8 = 4*35 feet, the circumference of 
which is 4*35 X 3*14 = 13*7 feet, and for 10 feet per second, 
or 600 feet per minute, we shall require 600 4- 13* 7 =44 revo- 
lutions per minute* 

Table 116.— Of the Proportions of Ventilating Fans. 





Size of Exit Opening 
in Feet. 


Velocity 6 Feet per 
Second 


Velocity 10 Feet per 
Second. 


Diameter 
of Fan 
in Feet. 


Width. 


Length. 


Area. 


Revo- 
lutions 

per 
Minute. 


Gahic 
Feet of 
Air per 
Minute. 


Foot- 
lbs, 
per 
Miuute. 


Revo- 
lutions 

per 
Minute. 


Cubic 
Feet of 
Air per 
Minute. 


Foot- 
lbs, 
per 
Minute. 


3 


1-5 


1-8 


2-7 


73 


810 


96 


146 


1620 


384 


4 


2-0 


2-4 


4-8 


54 


1440 


171 


108 


2880 


684 


5 


2-5 


30 


7-5 


44 


2250 


267 


88 


4500 


1068 


6 


3-0 


3-6 


10-8 


37 


3240 


385 


74 


6480 


1540 


7 


3-5 


4-2 


14-7 


32 


4410 


524 


64 


8820 


2096 


8 


4-0 


4-8 


19-2 


28 


5760 


685 


56 


11520 


2740 


9 


4-5 


5-4 


24-3 


25 


7290 


867 


50 


14580 


3468 


10 


50 


6-0 


30-0 


22 


9000 


1070 


44 


18000 


4280 


12 


6-0 


7-2 


43-2 


18 


12960 


1540 


36 


25920 


6160 


15 


7-5 


9-0 


67-5 


15 


20250 


2403 


30 


40500 


9610 


(1) 


(2) 


(3) 


W 


(5) 


(6) 


(7) 


(8) 


(9) 


(10) 



(344.) In cases where the economy of power is not a matter 
of primary importance, a greater velocity may be permitted ; 
idius with a double velocity, or 10 feet per second^ of cq\i£«& 
a double volume of air will be diBc![ia.Tg>e9L, «aA "Oagk ^or^^s. 
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qnadrapled, becoming 267 X 4 = 1068 foot-poimds, as in 
col. 10. 

Witli a 5-foot fan discharging air with velocities of 5, 10, 15, 
and 20 feet per second, we require 44, 88, 182, and 176 revo- 
lutions per minute, and power equal to 267, 1068, 2403, and 
4272 foot-pounds respectively. 

An ordinary able-bodied man can easily exert 8000 foot- 
pounds per minute, working at a winch for six hours per day, 
but allowing only half with such men as prisoners, &c., or 1500 
foot-pounds, cols. 7 and 10 show that a single man could work 
a 12-foot fan at 5 feet velocity, or a 6-foot fan at 10 feet per 
second. 

(345.) " Examples" — The application of the rules and prin- 
ciples we have arrived at in this and preceding chapters will be 
best understood by examples. We will take three cases ; the 
first being a school, in which the air is heated and ventilation 
effected by stoves; the second, a chapel, heated by ordinary 
hot-water pipes, and ventilated by a compressing fan driven by 
a weight wound up by manual labour during the preceding 
week; and the third, a hospital, heated by hot-air pipes and 
ventilated by a draught-chimney with a fire maintained at its 
base in all seasons. 

(346.) It is important to observe that the maximum power 
of the heating apparatus must be fixed for the greatest ordi- 
nary difference of external and internal temperature : this may 
be taken at 30°, or say internal air at 60^, and external air 
at 30°. But the mean temperature of the six cold months of 
the year during which the heating apparatus is required, or 
October to March inclusive, is by Table 33 about 42°: the 
difference is then 60 — 42 = 18° only, and the mean consump- 
tion of fuel will be governed by that difference. 

(347.) ''Schools, dc"—FigB. 96-98 show a school for 100 
boys, on the plan proposed by Peclet, heated and ventilated 
by a stove ; this is constructed with a double case, the inner 
one containing the fire, and the smoke passes by a long pipe 
to a chimney, N, at the end of the room ; the air to be 
heated passes between the two cases, being drawn from the 
room itself when the fires are first lighted by closing the 
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damper B and opening the door at A; but when ventilation 
is required during school hours, the damper B is opened 
wide, and A is closed, the air being drawn through a grating 
at C by the channel D from the exterior. The air between 
the cases being highly heated, we have a column the height 
of the stove dilated to say one-third the volume of the air 
in the room, and a powerful current is created, by which air 
IB forced into the room, passing out by openings at the top 
of the case. The air in the room is further heated by the flue- 
pipes, and in both cases it will rise to the ceiling by reason of 
its levity, and would pass away if openings were made at the 
top of the room, and its heat would be wasted ; but openings 
for ventilation are made about 18 inches or 2 feet from the 
ground at EF, which can be opened and closed at pleasure. 
The air is therefore distributed all over the room in horizontal 
layers, having the same temperature throughout (337), and is 
regularly drawn down, becoming cooler as it descends by 
giving out its heat to the walls. The walls are also further 
heated by radiation from the stove and pipes. 

(348.) For summer ventilation, when of course no fire is 
needed in the stove, a small special fire is maintained at the 
base of the chimney N by a furnace H, the openings E and F 
are closed for reasons given in (337), and a large register 
opening, G, is opened by the cords J J ; this opening may be as 
near the top of the room as convenient ; it must be above the 
heads of the inmates, as we have seen in (337). 

The only objection to placing it quite at the top of the room, 
is that the effective height of the chimney and the power of 
the draught are reduced thereby ; the effective height, in fact, 
is the distance G L, which of course is reduced by placing G 
at a higher level. 

(349.) In the cold season, the fire must be lighted an hour or 
two before school hours, in order to warm the walls and air in 
the room, which indeed is the principal object of the heating 
apparatus; for, as we shall see (356), each individual emits 
heat enough to warm the air required for ventilation, and the 
fire may die out an hour or so before the time of dismission, the 
walls, &c., containing a volume of heat that is not (\uickl^ disr 
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sipated. When first lighted, all the exit openings, E F G, ad 
also the furnace door at H and its register K, are closed, the 
stoye heating the air in the room only, and this enters by the 
door A, the damper B being closed. When the pupils have 
assembled, BE and F are opened, and A is closed, j&c, &c 
The fire is regulated by a damper at M. 

In summer the fire need not be lighted in H before the hour 
of assembling, K is opened only sufficiently to maintain the 
fire in a fair state of combustion, A E and F are closed, and B 
and G opened. 

We may calculate the proportions of the entire apparatus by 
the rules already given. 

(350.) " Heat dissipated by the Walls, dc" — The building ex- 
poses an area of 1340 square feet of 14-inch walls, and 210 square 
feet of windows ; with an internal temperature of 60% and ex- 
tertfal 30°, the walls by Table 102 will lose 1340 x '159 x 30 
= 6400 units per hour, and the loss by the windows being by 
(307) 12-3 units per square foot, will be 12*3 x210 = 2583 
units per hour, giving a total of 8983 units per hour as the loss 
by the building after it has attained the standard temperature. 

But a large amount of heat must be absorbed by the walls 
before' that standard temperature can be attained, and the pro- 
portions of the heating apparatus must be fixed with special 
reference to the preliminary heating of the building. By (293) 
and Fig. 80, with 14-inch walls, internal air at 60°, and external 
20°, the mean temperature of the mass of the walls is 
(48-02 + 34-2) -r- 2 = 41°- 11 say 41°, they have therefore to 
be heated in the morning from 30° to 41°, or 11°, and as they 
contain about 1570 cubic feet of brickwork, weighing by 
Table 37, 115 lbs. per cubic foot, and the specific heat of brick- 
work (burnt clay) being '185 by Table 1, they will require 
1570 X 11 X -185 = 367420 units of heat to raise their tem- 
perature from 30° to 41°. In our case they will receive it from 
two sources: from the heated air in the room, and by direct 
radiation from the stove and stove-pipes. 

(351.) The amount that can be received by contact of heated 
air, is at first, when the walls are cold, or at 30°, by Table 97, 
= *435 X 30 = 18 units per square foot per hour, but at the 
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end of the operation, when the walls are heated to the standard 
internal temperature of 48°, we have '435 x (60 — 48) = 6'2 
units ; the mean is (13 -(-5' 2) -7-2 = 9*1 units per square foot 
per hour. A highly heated stove-pipe under ordinary conditions 
(248) gives out 74 per cent, by radiation to the walls, and 
26 per cent, to the air in contact with it. l^ow, the maximum 
heat which the walls at 30° can receive from air at 60°, is 
13 X 1340 = 17420 units per hour, and this being 26 per cent, 
of the total heat given out by the pipe, the latter must be 
17420 X 100 4- 26 = 67000 units per hour ; so that in this case 
67000 - 17420 = 49580 units are given out to the walls by 
direct radiation, and 17,420 units to the air, by which it is after- 
wards given to the walls. With the ordinary high temperature 
of the stove-pipe, the amount of heat given out will not vary 
sensibly with the slight variation of the internal surface of the 
wall from 30° to 41°, and they will receive throughout the 
heating process 67,000 units per hour. 

But while this is going on, heat will be dissipated by the 
external surface of the wall ; this is nothing at first, the wall 
having the same temperature as the external air, but when the 
standard temperature is attained, it becomes 8983 units per 
hour, as we have seen (350), the mean is (8983 + 0) 4- 2 = 4492 
units, hence the walls retain 67000 — 4492 = 62508 units per 
hour, and to raise them to the standard temperature we shall 
require 367420 -r- 62508 = 5-8 hours. 

(362.) It will be instructive to observe here, that the time 
required to heat the walla of a building is much less with stoves 
whose temperature is very high, than with hot-water or steam 
pipes whose temperature is comparatively low ; and there is a 
special reason for this. At low temperatures pipes give out 
their heat by radiation to walls, and by contact of air in nearly 
equal proportions, as is shown by (248) and Table 88, with hot- 
water pipes freely exposed in the room, the walls receiving, as we 
have seen, 13 units per square foot from the air, would receive 
at the same time about 13 units by radiation, or 26 units alto- 
gether at the commencement of the heating process and 5*2x2 
= 10-4 units at the end of it; the mean is (26+ 10- 4)4-2 = 18 -2 
units per square foot, and the walls will receive 18 • 2 x 1340 = 
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24388 units per hour. The building will dissipate 4492 units 
per hour on external objects as before, hence the walls retain 
24388 — 4492 = 19896 units per hour, and to attain the standard 
temperature we should require 367420-4-19896 = 18*5 hours 
with steam or hot- water pipes heated to 210° and freely exposed 
in the room to be heated. 

(353.) If the hot-water pipes were enclosed in chambers, or 
channels under the floor in the common way, the time would be 
still greater, because in that case the radiation from them would 
be suppressed, or nearly so, and the walls would then receive 
heat only by contact of heated air, the maximum (351) being 
13 imits at first, which is reduced to 5*2 units at last. The 
mean being (13 + 5-2) -4-2 = 9 • 1 units, we have 9 • 1 X 1340 = 
12060 units per hour, and as they still dissipate 4492, they 
retain 12060 — 4492 = 7568 units per hour, and the time re- 
quired to attain the standard temperature would be 367420 -4- 
7668 = 48 * 5 hours ; nor would the time be shortened by in- 
creasing the power of the heating apparatus so long as the 
internal air is not suffered to exceed 60° : see (351), (359). 

(354.) With a stove and flue-pipe having the proportions 
given in (249), each pound of coal gives out 3090 units by the 
body of the stove, and 8547 units by the flue-pipe ; the total is 
3090 4- 8547 = 11637 units, we shall therefore require 67000 
-4- 11637 = 6 lbs. of coal per hour. By (249) the stove-pipe 
must have 6*5x6 = 39 square feet of surface at the least : if 
the pipe alone had to do all the work we should have required 
by (247), 67000 -r- 1317 = 51 square feet, but having allowed 
that the body of the stove does one-fourth of the work, the sur- 
face of the pipe itself is reduced to 51x3-7-4 =39 square feet, 
as we have seen. 

This consumption of fuel, 6 lbs. per hour, is the maximum 
quantity for the coldest weather, with 30° difference of internal 
and external temperature; by (346) the mean consumptio^ 
throughout the six months of cold weather will be 6 X 18 -^ 30 
= 3*6 lbs. per hour, which for 5*8 hours per day (351) and 
26 days per month, is equal to 3*6 X 5*8 X 26 x 6 -7- 2240 = 
1 * 45 ton of coal for that season (358). 

(855.) " Time to cool down the Building.^' — The time to cool the 
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bnilding down to the external temperature is* much greater than 
that required to heat it. The loss at first is 8983 units (350) gra- 
dually reducing to nothing,the mean being (8983+0) -7-2 = 4492 
units per hour, and the building will cool down in 367420 -J- 
4492 = 82 hours. In most cases about sixteen hours only elapse 
before the fire is relighted, so that what really happens is that 
the walls retain a large portion of their heat continually, and 
require so much less time to raise them to the standard tempe- 
rature. 

(366.) " Ventilation" — The experiments of Peclet and Morin 
in Table 113 show that 212 cubic feet per head per hour is the 
minimum volume of air for ordinary cases. Allowing 220 cubic 
feet or 220 X 076 = 16-72 lbs., we require to heat it 30°, 
16-72 X 30 X -238 X 100 = 11938 units per hour, which added 
to that dissipated by the building makes a total of 11938 + 
8983 = 20921 units per hour. But by (327) 191 x 100 = 
19100 units will be emitted by the occupants, or nearly the 
amount required for ventilation and the building, agreeing with 
experience that in a crowded building artificial heat is not 
necessary except to warm the building beforehand. 

(357.) " Area of Inlet and Outlet Openings, dc^ — The area of 
the openings must be calculated for summer rather than for 
winter ventilation, because the heat required to produce the 
former has to be obtained by a special fire maintained for no 
other purpose; the less the air can be heated, the less costly 
is the operation, but with low temperatures large apertures are 
necessary. 

Let us assume in our case that the air in the chimney N is 
heated 50° above the temperature of the room and external air, 
which may both have a summer temperature of say 70°, the 
air in the chimney will therefore be at 120°, and the effective 
height G L being about 12 feet, this will be equal by Table 24 
to 12 X 1 • 082 -4- 1 • 184 = 10-97 feet of exterior air, and giving 
12 - 10 - 97 = 1 • 03 foot for generating velocity (150). As this 
has to be given at two places (inlet and outlet), we must divide 
the available head into two equal portions, allowing 1 • 03 -J- 2 
= - 515 foot for each, and the theoretical velocity will be 
V • 515 X 8 = 5 - 74 feet per second, but mtk wi qta&s^^ \si. ^ 
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thin plate we haver seen (153) that the real discharge is * 65 of 
the theoretical, and we have 5 • 74 X • 65 = 3 • 73 feet per second, 
and as we have 220 X 100 -J- 3600 = 6-11 cubic feet of air per 
second, the openings for summer ventilation must have an area 
of 6 • 11 -^ 3 • 73 = 1 • 64 square foot. The circular inlet tunnel 
D must therefore be 18 inches diameter, and the register G, 
which exposes rather less than half its total area as available 
openings (say • 4), must have a total area of 1 • 64 -J- '4 = 4*1 
square feet, or say 2 feet 3 inches diameter. 

(358.) The quantity of fael required in the furnace at H can 
be easily calculated, it being the amount necessary to heat 
16-72 X 100 = 1672 lbs. of air 50°, or 1672 x 60 x -238 = 
19697 units, and allowing 12,000 units per pound of coal as per 
Morin's experiments (383), we shall require 19697 -J- 12000 = 
1 • 6 lb. of coal per hour, or say for 5 hours per day, 26 days 
per month, and 6 months of summer ventilation, 1"6 X 5 x 
26 X 6 -h 2240 = *55 ton. This is a. small consumption, but 
Peclet found by observation that 2 • 2 lbs. of coal per hour was 
sufficient for ventilation with 200 children, allowing 212 cubic 
feet of air per head per hour, the air-chimney being 33 feet 
high, and 9 square feet in area. 

In order to obtain su£&cient inlet area at the stove for summer 
ventilation, the damper M should be closed, and the door A, as 
well as the furnace door, may be thrown open or removed for 
the season. 

We found in (354) the consumption of fuel for winter heating, 
&c., to be 1*45 ton, and that for summer ventilation being 
• 55 ton, we have a total of 2 tons of coal per year. 

These particulars of apparatus for a school of 100 children 
may be easily applied by proportion for other sizes ; but some 
care is necessary here, for it should be observed that the sizes 
of the building are not simply proportional to the number of 
children, for supposing the height of the room to be the same, 
buildings in the ratio 1, 2, 3, would hold scholars in the ratio 
1, 4, 9, &c., and while the consumption of fuel for ventilation 
would be simply proportional to the number of children, that 
required for heating the school-room would be proportional to 
the size of the 'buildixig. 
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P^clet found that with schools for 50, 100, 150, 200, 250, and 
300 children, the consumption of coals for the coldest weather 
was 4-4, 6-6, 8-8, 11-0, 13*2, and 15-4 lbs. of coal per hour 
respectively, which is at the rate per 100 children, of 8 ' 8, 6*6, 
5 • 8, 6 ' 5, 5 • 3, and 5 • 1 lbs. of coal. 

(369.) ** Chapelsj dc" — The case of a church or chapel used 
only one day per week, and that for a few hours only, is 
peculiar: the whole building exposed for six days to cooling 
influences will have taken pretty nearly the temperature of the 
external atmosphere, and will require a large amount of heat to 
bring the walls, &c., up to the standard temperature. To receive 
this heat, a considerable time will be required, whatever the 
power of ^he heating apparatus (351), and this question of time 
must be considered, in order to understand the whole matter. 
Moreover, the condition of the occupants is peculiar; for the 
most part they retain their outdoor attire, or a considerable 
portion of it, and do not require so great a degree of warmth 
as is necessary in ordinary dwellings; and further, when the 
building is crowded, the natural animal heat is alone sufficient 
to keep tip a comfortable degree of warmth. 

The case of a church of large dimensions is investigated in 
(398) ; we will now consider that of a chapel to hold 400 per- 
sons, having the sizes and form shown by Figs. 101 to 108. 

(360.) " Heating Apparaius" — The heating apparatus has to 
do two things : it has flrst to heat the walls of the building 
before occupation; and to warm the air before entering the 
building to supply 400 people during the hours of public wor- 
ship. Assuming an extreme case, we may take the external 
temperature of a winter day at 30*^, and the final temperature of 
the internal air after receiving the heat of the audience to be 
about 60*^ ; the conditions are therefore similar to Fig. 80, the 
building being exposed on all sides to cooling influences. 

(361.) The walls being 30° at first, and the internal air 60°, 
taking the value of A from Table 97 at '4133, will absorb 
*4133 X 30 = 12*4 units per square foot. The area of the 
walls is about 3258 feet inside and 3368 feet outside (deducting 
the windows and doors), taking the mean, which is near enough 
for our purpose, we have 3313 square feet, which mil ^bsj^tV^ 
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8313 X 12*4 = 41081 units per hour. Then the windows, say 
20 in number, each 6x4 = 480 square feet, by (307) will lose 
12*3 units per square foot, or 480 X 12*3 = 5904 units per 
hour, making together 41081 + 6904 = 46985 or say 47000 
units. 

(362.) By Table 90 an enclosed pipe 3 inches diameter, heated 
to 200° with air at 60°, gives 184 units per foot run, but with air 

at 30°, as in our case, this will be increased to il^ "^ — '- 

' 200 - 60'' 

= 223 units per foot, and we shall require 47000 4- 223 = 210 

feet of 3-inch pipe, which may be arranged in two lines as in 

Fig. 104. These pipes are carried by rollers, like Fig. 63, which 

are supported on cross-beams, H, Fig. 107, built into the brick 

side- walls of the channels in which the pipes are enclosed. 

The boiler may be of the common horse-shoe form, and 
should be placed below the level of the chapel floor so as to 
obtain a simple circulation (267) ; where this is quite imprac- 
ticable it is possible to work a coil of pipes by a boiler placed 
above it, as in (273); in that case the feed-cistern must be 
placed in the roof at A, or perhaps at B in Fig. 106 ; but this 
plan should never be adopted if it can possibly be avoided. For 
the maximum of 47,000 units we should require about 47000 -^ 
4000 = 12 lbs. of coal per hour (367), and a square foot of fire- 
grate (127). With a very short and small boiler, such as is 
commonly used for such purposes, we should not obtain usefully 
much more than the radiant heat (96) in the fuel, and much of 
that will be lost, so that we have taken in the above the low 
economic value of 4000 units per pound of coal (112). 

(863.) " Time required to heat the Apparatus itself, &cr — The 
water-pipes, boiler, &c., will never be cooled down to 30°, the 
external temperature. We have seen in (43), that at a depth 
of about 20 feet we come to a stratum having constantly the 
mean temperature of the year at that place, and when the earth 
is covered by a building and protected from the cooling action 
of the atmosphere, the ground will have a temperature varying 
very little from the same temperature (290). By Table 34 
the mean temperature of the year at Greenwich is 49° '2, and 
ire may take the minimum t^m^ratare of the pipes, &c., at 60° 
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The boiler and pipes contain about 3700 lbs. of cast iron and 
1100 lbs. of water ; to raise the water 160°, or from 60° to 210°, 
will reqnire 1100 x 160 = 176000 units. Cast iron having by 
Table 1 a specific heat of '13, we shall require 3700 x 160 x 
• 13 = 76960 units for the boiler and pipes. But while heat is 
being received from the fuel, a considerable amount will be 
given out to the air ; at first this will be and at last 47,000 
units, the mean is therefore (47000 + 0) -i- 2 = 23600 units per 
hour ; while 47,000 units are received, 23,500 units are parted 
with, and 23,500 imits are retained, and to raise the whole appa- 
ratus to its maximum temperature of 210° we shall require 
(176000 + 76960) -4- 23500 = 10-8 hours ; but during that time 
it will give out to the air and the walls, &c., half its maximum 
amount of heat. This time might be reduced probably to nearly 
one-half by forcing the fire. 

(364.) '* Time required for heating the WaUs, <i&c." — By Fig. 80 
it will be seen that when the standard temperature is attained, 
the internal surface of the wall will be 48° and the external 
surface 34° ; the mean temperature of the wall will therefore be 
(48 4- 34) -i- 2 = 41°, or 11° higher than the external air. The 
building contains about 451,000 lbs. of brickwork, the specifio 
heat of which being • 185 by Table 1, we shall require 461000 x 
11 X '185 = 917780 units to bring them to the standard tem- 
perature. When that temperature is attained, the difference 
between the air and the walls will be 60 — 48 = 12°, and the 
walls will receive '4133 x 12 = 4*96 units per square foot per 
hour, and the same amount will be dissipated by the external 
surface. But at first the walls will receive, as we have seen 
(361), 12 * 4 units and the external surface will dissipate 0. The 
mean heat received is therefore (12 • 4 -|- 4 • 96) 4-2 = 8 • 68 
units, and the mean heat dissipated is (4 * 96 -|- 0) -7- 2 = 2 * 5 units, 
so that 8 • 68 — 2 • 6 = 6 • 18 imits are retained by the wall, or 
3313 X 6*18 = 20474 units per hour by the whole surface of 
the walls, and to obtain the standard temperature we shall re- 
quire 917780 4-20474 = 44-8 hours, the heating apparatus 
giving its full maximum effect all the time. During the time 
that the apparatus itself was being heated, we found that it gave 
out to the building only half its maximum effoc^t^^c^ '^^[^s^^^c^ 
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10*8 hours at half power is equivalent nearly to 5*4 hours of 

fall power, and 5 * 4 hours go for nothing, and the time required 

from lighting the fire is 44*8 + ^'^ = ^0*2 hours. 

(365.) " Time required to cool the WaUs, dc, to the External 

Temperature.** — When the fire is put out, the building will 

gradually cool down to the temperature of the external air. At 

first it will lose 4*96 units per square foot per hour, and at 

last 0, the mean loss is (4*96 -|- 0) -f- 2 = 2*5 units, and for 

the whole surface of walk 8318 x 2*5 = 8282 units per hour. 

To this has to be added the heat lost by the windows, which at 

first is 12*3 unUs, and at last 0, the mean being (12*3 -f- 0)-^ 

2 = 6*2 units per foot, or 480 x 6*2 = 2976 units per hour. 

We found by (363) that the water in the apparatus required 

176,000 units, and the iron in the pipes, &c., 76,960 units to 

heat it, and these will of course give out the same amount in 

cooling down. The walls will give out 917,780 units as in (364), 

_ ^ . . * , ^ ' 176000 + 76960 + 917780 
so that the time to cool down is 8 282 4- 2976 

= 104 hours, or 4*3 days. 

(366.) " Heat required to heep «p the Temperaiure of (he Build' 
ingj* — When the building is once raised to its standard tempe- 
rature, a much smaller amount of heat per hour will sufRce to 
maintain it. The walls receive, transmit, and dissipate on 
external objects 4*96 units per foot, as we have seen (364), 
and the total loss by the walls is 3313 x 4*96 = 16432 unit^ 
per hour. The windows lose 480 x 12*3 = 5904 units, making 
from both sources 16432 + 5904 = 22336, requiring 22336 -i- 
4000 = 5*6 lbs. of coal instead of 12 lbs., the amount used in 
getting up the temperature (367). During the hours of worship, 
a large amount of heat is carried off by the air required by the 
congregation, which is forced through the building by a fan 
and passes away highly heated into the atmosphere, but this loss 
of heat is more than supplied by the animal heat emitted, which 
being by (327) 191 units per head, we shall have from this 
source 191 x 400 = 76400 units, or nearly 3^ times the amount 
required to keep up the temperature of the walls, &c., and 
76400 -7- 47000 = 1*6 time the maximum power of the heating 
apparatus. 
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(367.) The whole week of 168 hours may be divided into 
three portions : 50 hours being spent in getting np the tempe- 
rature, 14 hours in maintaining it during public worship, and 
104 hours in cooling down again. The weekly consumption of 
coals would be (50 x 12) + (14 x 5 • 6) = 678 lbs., or 6 cwt. ; 
if the temperature were maintained throughout the week by 
continuous slow firing, the consumption would be 168 x 5*6 = 
940 lbs., or 8 • 4 cwt. With regular and slow firing the economy 
of fuel would be considerable, and the actual consumption would 
probably be not more than 7^ cwt., or 1^ cwt. more than by 
intermittent firing : the chapel would always be ready for week- 
night and occasional services, and the conveniences of this mode 
of heating are so great that it should become general. 

The .consumption of fuel we have calculated above, and in 
(362) and (366) is for the coldest weather, with 30° difference 
of internal and external temperature. But by (346) the mean 
consumption throughout the cold season will be less than the 
maximum, in the ratio of 18 to 30 : thus the mean weekly con- 
sumption would be about 6 X 18 -r- 30 = 3*6 cwt., or for the 
whole season of 6 months, = 3-6 x 26 4-20 = 4-68 tons of 
coal. 

(368.) " Ventilation.'* — Allowing for the maximum case of a 
crowded congregation 500 cubic feet per head per hour (331), 
we require 500 x 400 = 200000 cubic feet, or by Table 24, 
•0761 X 200000 = 16220 lbs. of air, whose temperature would 
be increased by the heating apparatus 47000 -r- (15220 x '238) 
= 13°, or from the external temperature to 30 -}- 13 = 43°, 
which, although low, would be tolerable to a warmly-clad and 
crowded audience. This air would be further heated by the 
animal heat ; receiving 191 x 400 = 76400 units, it would be 
heated 76400 4- (15220 x '238) = 21°, or to 43 + 21 = 64°. 

But, say that the chapel was half filled only; in that case 
43° would be too low a temperature for the air at entry ; this, 
however, would be easily obviated by reducing the supply of air 
in proportion to the numbers of the audience. We shall now 
require only half the former quantity, which, receiving the 
whole of the 47,000 units given out by the pipes, would be 
heated 26° instead of 13° or to 30 + 26 = 56°, whick ^^^iJL^\sfe 
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a comfortable temperature. With so thin a congregation, much 
of the animal heat, perhaps one-third, would be given out to the 
walls by radiation (329), and only 191x24-3 = 127 units per 
head to the air ; we have then 127 x 200 = 25400 units per 
hour given to 7610 lbs. of air, whose temperature would be 
raised 25400 4- (7610 x ' 238) = 14°, or to 56 + 14 = 70°. 

(369.) The maximum quantity of air is 200000 4- 60 = 3333 
cubic feet per minute, which with a velocity of 5 feet per second 
would require, by col. 6 of Table 115, a fan 6 feet diameter, and 
a driving power of 385 foot-pounds per minute, and for say four 
hours, the duration of the services, this is equal to 385 x 60 
X 4 = 92400 foot-pounds, and if the weight descends 30 feet we 
require 92400 -i- 30 = 3080 lbs., or 27 cwt. An ordinary man 
can easily raise 3000 foot-pounds per minute by a winch, and 
could therefore raise the weight in 92400 4- 3000 = 31 minutes, 
and of course this could be done at any time during the week. 

With the reduced volume necessary for a thin congregation, 
the velocity of the fan would require to be reduced propor- 
tionately. Thus, with half the volume, as in (368), we require 
only 37 -f- 2 = 18*5 revolutions, and the weight would be re- 
duced t(5 one-fourth, or 27 -7- 4 = 7 cwt. This would be easily 
effected by making the weight in divisions, and raising more or 
less, as may be found necessary by experience. The velocity 
might also be reduced by regulating the weights G on the 
break-lever D, but this would involve a waste of power. 

With so slow a speed as 37 revolutions of the fan, there 
should be no objectionable noise with well-fitted wheels ; but 
to avoid all risk it will be well that the wheel A be provided 
with wooden teeth. The strength and sizes of all the wheels 
must vary with the respective strains upon them; the pitch 
should be fine, and the requisite strength obtained by width on 
the face. 

(370.) ^^ Air-passageSy dc,'* — The air from the fan descends 
below the floor of the boiler-house, and, branching right and 
left, enters the channels in which the hot-water pipes are fixed, 
A, B, C, Fig. 104, from which it is conveyed by branch chan- 
nels D, E, &c., into four other channels, G, H, J, K, which 
deliver the air by apertures under the seats in each pew, as at 
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L, M, N, O, &c. The arrangement of these openings is a 
matter of importance to avoid objectionable draughts. Figs. 
101 and 102 illustrate two modes of doing it, which may be 
varied to suit local circumstances, &c. The plan 102 is much 
the best. 

To supply air to the galleries, channels are taken from G 
and E, as at P, P, P, &c., and are continued by other channels, 
£, B, <&c., in the walls, and thence into the pews by branches 
S, S, S, &c. To prevent the accumulation of heated air under 
the galleries, short channels are made at intervals, as at T, T, T, 
&c., covered with ornamental open gratings. The heated air 
passes away out of the building by channels W, W, &c., which 
deliver into the roof, where it finally escapes by the cowl V. 
In winter the heated air escapes by openings at Y. The reason 
for placing it at so low a level is that the heat may be retained 
as long as possible, for the purpose of heating the building. In 
summer the air may escape by openings near the ceiling at X. 
These openings, Y and X, must be closed by sliding registers, 
which should be connected together, so that when one is open 
the other is closed, &c. For summer ventilation the openings 
might be made through the ceiling at Z Z, which must be closed 
in winter. For the inlet of air to the fan a permanent pro- 
vision should be made by a louvred window U, having a jtee 
area of about 12 square feet, and well-fitted shutters should 
be provided to close it completely while the walls are being 
heated (364). 

(371.) The area of the channels should be proportional to the 
volume of air passing through them. With a velocity of 5 feet 
per second, or 300 feet per minute, and 500 cubic feet of air per 
head, each of the main channels as they leave the fan should 
have an area of (600 x 400) -r- (2 X 60 x 300) = 6-5 square 
feet, diminishing regularly towards the remote end as the 
volume of air is reduced by the side channels D, E, &c. ; the 
best method being to maintain a uniform width and reduce the 
depth. A section of these channels is given in Fig. 107. The 
pipes are carried by rollers on cross-timbers H, built at inter- 
vals across the channels, and they should coincide with the 
branch channels D so that the contraction of «x^'di it<^\&L \^^ 
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may occur at one place, and then to obviate it and preserve the 
area, the bottom should dip in a curve, as in Fig. 108. 

The hot-water pipes are enclosed completely in a wooden 
casing, the air is admitted by narrow slits under the whole 
length of each pipe, the total area of which must be equal to 
the area of the two main channels, or 11 square feet = 1584 
square inches, and the length being 214 feet, or 2568 inches, 
and allowing '8 for the coefficient of contraction (158), the 
width must be 1584 -f- (2568 x -8) = -77, or say J inch. 

(372.) In fixing the area of the branch channels, we may 
allow 1584 4- 400 = 4 square inches per head. The galleries 
may contain 90 people, and the 8 channels P, R, S, supplying 
each 11 people must have an area of 11 x 4 = 44 square inches. 
The 7 channels D have to supply 110 people including P, R, S, 
or 16 each, and must be 16 X 4 = 64 square inches area. The 
eight exit openings Y and channel W should have an area of 
1584 4-8 = 200 square inches each; but allowance should 
here be made for the bars of the ornamental grating by which 
the opening is covered and for contraction (158). With '8 
coefficient, each opening must have a free area of 200 4- * 8 = 
250 square inches ; the bars of the grating may probably 
occupy one-fifth of the total area, whidi should therefore be 
250 X 5 4- 4 = 312 square inches. 

The effect of substituting for the fan apparatus an ordi- 
nary ventilating chimney heated by coals or gas is shown 
by (386). 

(373.) " KoBpitahr — The ventilation of a hospital must be 
more perfect, powerful, and uniform than any other ; the state 
of health of the inmates necessitates a larger volume of fresh 
air than is necessary for persons in good health, and the venti- 
lation must be continuous night and day without intermission. 
For perfect comfort, the wcHh should be at least as hot as the 
air in the room, which as we have seen (310) is impossible, 
where they have to be heated by the air in the room. Mecha- 
nical ventilation by a fan is not admissible, because in most 
cases hospitals are too large to be thus ventilated without an 
engine, to work which night and day is expensive ; besides, as 
tho work to be done cannot be remitted even for an hour, we 
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should roqiiire a duplicate set of apparatus in case of repairs. 
A chimnej in which a draught is maintained by a fire is the 
best plan, because the mass of brickwork in the chimney retains 
so much heat lis to maintain a fi^ draught for hours after the 
fire has been suffered to die out : see (397) and Table 116. 

(374.) Figs. 109-112 represent a small hospital, or the wing 
of a large one, in which heated air is supplied in winter by a 
cockle or hot-air stove, and the ventilation is maintained at all 
seasons by a draught chimney. A is the hot-air apparatus, con- 
sisting of a collection of pipes B, open at both ends and built 
into the side walls, which are retained in position by clamp 
plates and bolts, the fire from the furnace at C circulates among 
the pipes in its passage to the chimney D, which serves for the 
escape of the smoke, &c., as well as the foul air from the rooms. 
The air to be heated enters the pipes at E, and passes through 
them into the chamber F, from which it proceeds by the chan- 
nels G G, which run longitudinally the whole length of the 
building. Other channels H H are made in the main walls, 
by which the highly-heated air passes to the top of the build- 
ing, thence descending by the channels J J to the bottom again, 
imparting the requisite heat to the walls in its passage. From 
the channels J J, branch pipes N N are laid, discharging the 
heated air (which by this time is cooled down to the proper 
temperature) into other long channels 0, and thence into the 
room by openings under each bed and at suitable places in the 
ofl&ces, &c., &c., in the ground floor. 

(375.) The air thus received into the rooms passes through 
and ventilates them, escaping by orifices K K, &c., in the 
ceiling, into foul-air channels L L, which conduct it to the 
end of the buildiug, where it enters the descending shafts M M, 
which communicate with the chimney D, by which it is finally 
discharged into the atmosphere. 

The heated air enters the walls at a much higher temperature 
than is desirable for the rooms, but the walls absorb its surplus 
heat, and become heated perfectly throughout their mass, the 
air having for the most part to traverse the height of the build- 
ing twice, before it escapes into the rooms The direction of 
the currents is shown by arrows, and it will b^ oVi^jert^^^i. Nk^sj^ 
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the yitiated air moves off directly into the atmosphere, withont 
mixing with the rest of the air in the room. 

(376.) " Loss of Heat hy the Building, (fc."— Allowing 2000 
cubic feet of air per head per hour — see (331) and Table 112 — 
and 160 invalids, we shall require 300,000 cubic feet, or 
300000 X '0761 = 22830 lbs. of air per hour. If we assume 
that the internal surface of the wall is at 60*^ and the external 
air on a winter's day at 30"^, with a thickness of 27 inches, we 

Q X (t — T') 
shall have (299) by the formula U = ^— ^-9 or in our 

1-184 X (60 -30) . CO •. f , 

case -p ^^ an =4*63 umts per square foot per 

hour, and as we have 11,790 square feet of wall surface (windows 
excepted), the heat dissipated by them will be 11790 X 4*63 = 
54567 units per hour. This heat has to be supplied by the air 
before it enters the building, and to do that it must be cooled 
54567 -f- (22830 x -238) = 10°, and as it leaves the walls to 
enter the rooms at 60°, it must enter them at 70°. 

(377.) " Cockle or Air-stover— We require by (376), 22,830 lbs. 
of air per hour for ventilation, which air has to be heated 40°, 
or from 30° to 70°, and will require 22830 X 40* X ' 238 = 
217340 units of heat. With a cockle such as A in Fig. 112 we 
should not expect more than 6000 units usefully from a pound of 
coal (112), hence we require 217340 -^ 6000 = 36 lbs. of coal 
per hour, and 36 4- 12 = 3 square feet of fire-grate (127). This, 
however, is the maximum consumption for the coldest weather, 
for which of course the heating apparatus must be adapted. 
By (346) the mean consumption during the six cold months 
of the year would be reduced to 36 x 18 -^ 30 = 22 lbs. 
per hour, or 22 X 24 x 30 x 6 -i- 2240 = 42 tons for that 
season. 

In fixing the sizes of the heating pipes, two things must be 
considered : the bore must be such as to give the necessary area 
for the passage of the air, and the surfeu^e such as is neces- 
sary to heat that air in its passage through them. We have 
800,000 cubic feet of air ^er hour^ or 83 cubic feet per second. 
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and the velocity given by the chimney (379) being 7 feet per 
second, the combined area of the pipes must be 83 4- 7 = 12 
square feet. 

(378.) A pipe heated externally as in our case gives out no 
radiant heat to the air within (245), but heats that air only 
by contact. For such a case it is advisable to use for the fire a 
larger volume of air than is absolutely necessary to effect com- 
bustion, in order to keep down the temperature as it leaves the 
furnace. By Table 45, if we used only the normal quantity, the 
air would have the high temperature of 2256^, approaclung a 
white heat by Table 32, which would be destructive to the pipes, 
and injurious to the air passing through them. With a double 
volume of air, or 44 • 8 lbs. per pound of coal, the temperature 
would be reduced to 1159° ; before it leaves the cockle this air 
parts with 217,340 units (377) in warming the air for ventilation, 
and as with 36 lbs. of coal per hour, the maximum winter con- 
sumption (377), we have 44-8 x 36 = 1613 lbs. of air, the 
temperature will be reduced 217340 -4- (1613 x -238) = 666°, 
and will become 1159 — 566 = 593° as it leaves the cockle. 
The mean temperature of the pipes is therefore (1159 -}- 693) -r- 
2 = 876°, and the mean temperature of the air passing thrc^^gh 
them being (30+70) --2 = 60°, the difference is 876 - 50 = 826°, 
the ratio for which by Table 105 is about 2 * 3, and taking as 
an approximation the value of A from Table 99 at * 6, we have 
•5 X 2*3 X 876 = 1007 units per square foot per hour, and the 
internal area must be 217340 -f- 1007 = 216 square feet. But 
with pipes arranged on one another as in Fig. 112, the full 
external surface is not effectively exposed to the heat, probably 
not more than two-thirds can be reckoned on, hence we require 
216 X 3 -7- 2 = 324 square feet. 

The sizes of the pipes must therefore be such as to give an 
internal surface of 324 square feet, the corresponding external 
surface being exposed to the fire ; and a cross-sectional area of 
12 square feet. These conditions are nearly fulfilled by pipes 
9^ inches bore. The cross-sectional area of 9^ inches is 
• 5 square foot, and with twenty-five pipes we have • 5 x 25 = 
12*5 square feet. With pipes 9 feet long, allowing that 
18 inches at each end is lost by being built into the side wall&^ 
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the effective length is reduced to 6 feet, and the circumference 
of 9^ inches being 2 * 6 feet, we have 2 *6 x 6 x 25 = 376 square 
feet, or rather more than we require. 

(379.) " Ventilation.** — The proportions of the ventilating 
apparatus must be fixed with particular reference to summer 
requirements when a fire has to be maintained specially for that 
purpose. For summer ventilation the damper P is closed, and 
a fire is maintained night^and day (373) in the furnace B at the 
base of the chimney : this has a closed ash-pit, so that the air 
feeding the fire is drawn from the body of foul air that has 
passed through the wards and is on its way to the chimney. 
The external air of a summer day may be at 72°, and being 
heated, say 50°, or to 122°, we have in the chimney a column of 
air at 122° and 60 feet high, which by Table 24 would require 
a column of external air at 72° equal to 60 x * 0694 -^ 0747 = 
55 • 74 feet high, giving 60 — 55 • 74 = 4 • 26 feet head to produce 
motion, which, by the laws of falling bodies, will generate a 
velocity of V4'26 x 8 = 165 feet per second theoretically 
(163). Admitting the ratio of the real to the theoretical velocity 
given by the experiments at the Prison Mazas (394), this is 
recfticed to 16*5 x '423 = 7 feet per second, and as we have to 
pass 300000-7-3600 = 83 cubic feet per second, the chimney 
and main air-passages must have an area of 83 4- 7 = 12 square 
feet, or 1728 square inches, and must be 3 feet 6 inches square. 

The area of the two channels G G will each be 6 square feet : 
H = 1728 -f- 18 = 96 square inches ; N =r 1728 4- (18 x 3) = 
32 square inches ; and L = 1728 -7- 6 = 288 square inches, &cu 

(380.) The cost of maintaining the ventilation in winter is 
nothing, the waste heat from the heating cockle being used ; but 
in summer we have to heat the air required for ventilation 50° 
or from 72° to 122°, and shall require (22830 X 50 x ' 238) 4- 
12000 = 22 lbs. of coal per hour, and this will be uniform 
or nearly so throughout the six months of summer. We have 
therefore 22 X 24 x 30 x 6 -^ 2240 = 42 tons, or precisely the 
same as for heating, &c., in the winter season (377). 

It is apparently anomalous that for ventilation only, and when 
moreover nearly the whole of the heat in the fuel is utilized, we 
require the same amovmt of fuel as for heating and ventilation 
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in winter with an apparatus in which only half the total heat in 
the fuel is utilized. But it must be observed, that although 
only half the heat is utilized so far as wanning the air for 
ventilation is concerned, the other half is really utilized in 
effecting the ventilation by heating the air in the chimney, which 
otherwise would have had only the low temperature of 60° at 
which it enters from the building. Thus in both cases the 
whole of the heat in the fuel (radiation excepted) is eventually 
given to the air in the chimney, the difference being that in 
winter the heated air is caused to pass through the building, 
and in summer it is not. 

If there were no ventilation by the chimney whatever, a fan 
or some other method being adopted for effecting it, the cockle 
would still require the same amount of fuel merely to heat the 
air, so that the winter, ventilation costs nothing practically, as 
already stated (230). 

The ventilation in summer can be regulated by the consump- 
tion of fuel in the furnace E, and in winter by dampers S S in 
the main channels G G. 

(381.) " Cubic Capacity of Wards,'* — Medical men agree in 
demanding a large cubic capacity in the wards of hospitals, 
irrespective of ventilation or change of the air. 1200 cubic 
feet per bed has been given as the minimum for this country, 
and 1500 for tropical climates. Twenty-five English hospitals 
(ten being metropolitan and fifteen provincial) gave a mean of 
1340 cubic feet, ranging from 988 at Nottingham to 2400 at the 
Eoyal Free Hospital, London. In our case, Fig. 109, we had 
(100 X 60 X 13) -T- 48 = 1354 cubic feet per bed. 

(382.) " Effect of different Combustibles in Ventilation^ — The 
effect of different kinds of fuel in creating a draught for venti- 
lation has been made the subject of experiments by M. Morin, 
and the results are given by Table 116. They were made on an 
ordinary open fire-place, but apply with certain modifications to 
cases on the large scale. 

The chimney of an ordinary fire-place serves not only to 
carry off the smoke, &c., but gives also a powerful ventilation, 
the air of the room being drawn in by the open throat above the 
fire. Nor is it only when a fire is used th^t N«vit\L^\wi.Ss^*^s!K>& 
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effected, usually the air in the chimney without a fire is warmer 
or colder than the external air, and in either case there will be 

draught, upwards in one case, and downwards in the other. 
In summer time our dwellings are usually cooler than the ex- 
ternal air, and the chimney being cooler also, a down-draught 
will be established ; but in winter this is reversed ; the internal 
air of the room is frequently 20° to 30° warmer than the external 
air, and that in the chimney taking nearly the same temperature, 
a powerful upward draught is created, as shown by Table 116 ; 
with an area of 2*31 square feet in the chimney so large a 
volume as 14,232 cubic feet of air per hour was discharged with- 
out any fire whatever ; allowing 250 cubic feet per head (331), 
this would suffice for 14232 -f- 260 = 67 persons. With a mode- 
rate consumption of coals or wood about three times this volume 
was discharged, or sufficient for 170 persons. 

(383.) " Effect of Coeds:'— By col. 10, the mean useful result 
per pound of coal was 11,867 units, and as by (60) the total heat in 
coals is 13,000 units, 11867 -f- 13000 = • 91, or 91 per cent, passes 
off by the chimney, and only 9 per cent, is dissipated by radia- 
tion to the walls of the room, &c. It would appear at first sight 
that 9 per cent, is all the heat usefally realized in an ordinary 
open fire. This, however, would be incorrect, for part of the 
heat in the air within the chimney has really been usefully 
employed in heating the air in the room before it entered the 
chimney. The useful effect of coals for ventilation purposes 
may be taken at 12,000 units per pound. 

(384.) '* Effect of Wood "—By col. 10 the mean useful result 
of a pound of wood was 6722 units, but as by Table 44, the 
total heat in perfectly dry wood does not exceed 6682 units, 
there would appear to be some error of observation. By col. 2 
of Table 44 the heat dissipated by radiation under ordinary 
circumstances is less with wood than with coals in the ratio of 
23 to 60. If we admit 6 per cent, of the total heat in wood to 
be thus dissipated, that in air in the chimney will be 6682 x 

• 96 = 6263 units per pound of perfectly dry wood, and 6266 x 

• 96 = 6000 units per poimd of wood in the ordinary state of 
dryness : we have here taken the full theoretical values given by 
Table 44. 
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(385.) " Effect of Oaa:'— The mean useful effect of a cubic 
foot of coal-gas, as given by col. 10 of Table 116, is 580 units, 
and is practically the same tbroughout, although the consump- 
tion was purposely varied for the sake of experiment from 7 * 7 
to 141 • 3 cubic feet of gas per hour. But the practically useful 
result as estimated by the volume of air discharged due to the 
action of the gas, and shown by col. 11, varies exceedingly, partly 
as a natural consequence of known laws governing the question 
(150), and partly because there was a considerable ventilation 
without any gas whatever ; with discharges of air in the ratio 
1, 2, 3, 4, the consumption of gas would be about in the ratio 
1, 14, 45, 63. The economy of ||nall consumption of gas and 
consequent low temperature in the chimney, is thus shown very 
conclusively. 

(386.) The ventilation of chapels, &c., which are usually 
occupied only about three or four hours per week, may be conve- 
niently and comparatively cheaply effected in summer time by 
a draught-chimney in which the air is heated by gas. Say we 
take the case of the chapel in (359) with 400 people, requiring by 
(331) 500 cubic feet per head, or 200,000 cubic feet per hour, 
with a chimney 30 feet high, and an external simmier tempe- 
rature of 72°. If we assume that the air in the chimney shall 
be heated 30°, or to 102°, then by Table 24 a 30-foot column of 
air at 102° balances only 30 x 0707-4-0747 = 28-4 feet of external 
air at 72° ; hence we have 30 — 28 • 4 = 1 • 6 foot of unbalanced 
pressure, which will generate theoretically a velocity of V 1 • 6 
X 8 = 10 feet per second ; admitting as before (343) that by con- 
tractions, &c., this is reduced to half, we have 5 feet per second, 
the same as allowed in the mechanical ventilation. Now, 
200,000 cubic feet of air at 72° is dHated to 200000 x 1 * 143 -4- 
1-082 = 211300 at 102°, or 211300 -r- 3600 = 58 cubic feet per 
second, hence the area of the draught-chimney must be 58-4-5 
= 11*6 square feet, or 3 feet 5 inches square. 

The weight of air discharged per hour is 200000 x ' 0747 = 

14940 lbs., to raise the temperature of which 30° requires 14940 

X 30 X '238 = 101672 units of heat, of which the audience 

wiU supply 191 X 400 = 76400, leaving 101672 - 76400 = 

25272 anits to be Bwppiied by tke ^s. Admitting, as in (385) 
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Morin's experiments, 680 imits per cubic foot of gas, we shall 
consume 25272 -^ 580 = 44 cubic feet of gas per hour. 

Witb half a congregation (368) we require only 101672 4- 2 
= 50836 units per hour to heat the air; and as under those 
circumstances each person emits only 127 units to the air, we 
have 127 x 200 = 25400 units from the audience, leaving 
50836 - 25400 = 26436 units to be supplied by the gas, or 
about the same as with a full congregation. In either case 
much of the heat required to effect the ventilation is supplied 
by the audience itself. 

(387.) " Heating Buildings hy Oas'* — Gas offers considerable 
advantages for heating purposes, being completely under con- 
trol, and requiring no skilful management or constant attention, 
such as is necessary with hot-water or steam pipes ; it is, how- 
ever, considerably more costly. From the experiments of P6clet 
on the flame of an oil lamp, with the apparatus described in 
(90), 18 per cent, of the total heat is given out by radiation, and. 
82 per cent, to the air supporting combustion. Morin esti- 
mated the heat given out to the air by the flame of coal-gas in 
his experiments. Table 116, at five-sixths, or 84 per cent., 16 per 
cent, being absorbed and dissipated by the walls of the chimney. 
From this we find the total heat to be 580 x 6 -r- 6 = 696 units 
per cubic foot. 

(388.) " Relative Cost of Coals and Oas for Heating and Ven^ 
tiUUing Buildings" — Before we can compare the relative cost of 
coals and gas, we must consider the particular circumstances 
under which they are consumed. In a ventilating chimney 
nearly the whole of the heat is utilized, or say 12,000 units per 
pound of coal, and 680 imits per cubic foot of gas : then taking 
the price of coals at 25«. per ton, we have 12000 x 2240 -r- 
(26 X 12) = 89600 units for one penny ; with gas at 4«. per 
1000 cubic feet we have 580 x 1000 4- (4 x 12) = 12100 units 
for a penny; the ratio is 89600 -r 12100 = 7-4 to 1 for venti- 
lation. 

(389.) But for heating purposes we have frequently to make 
use of a steam or hot-water boiler, with which there are un- 
avoidable losses from radiation and escape of heated air by the 
chimney, by which the heat really utilized is ver^ rnxs^b. tl^j^:^!:^^^^ 
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as shown by (103) and Table 47. With small boilers, such as 
are used for ordinary cases, the losses are greater than the 
average, and we cannot reckon on more than from 4000 to 6000 
units per pound of coal (112) ; allowing 6000, or half the amount 
in (388), we have 44,800 units for a penny. With gas, on the 
contrary, the whole of the heat is given out usefully either to 
the air, or to the walls of the room in which the gas is con- 
sumed, and we then have 696 X 1000-^(4 X 12) = 14600 units 
for a penny, and the ratio becomes 44800 -r 14600 = 3*09 to 1. 

But, if a stove with a very long flue-pipe be admissible, we 
may obtain 94^ per cent, of tiie total heat in the coals (260), or 
13000 X * 946 = 12286 units per pound. In that case we have 
12286 X 2240 -f- (26 x 12) = 91728 units for a penny, and the 
ratio is 91728 4- 14600 = 6 • 3 to 1. 

(390.) Parafi&ne oil or petroleum may be used with advantage 
for ventilation, or heating in many cases on a small scale. By 
(69) the total heat is 20,240 units per pound ; a gallon weighs 
8*4 lbs., and costing say 18 pence, we have 20240 x 8*4 -^ 18 
= 9446 units for a penny when it is consumed in the room, and 
the whole of the heat is utilized by being given out either to 
the walls or to the air (83) ; the ratio to gas, consumed under 
the same circumstances, is 14600 -7- 9446 = 1 * 63 to 1. 

As applied to a ventilating chimney where flve-sixths of the 
total heat is realized, we have for petroleum 9446 x 6 -r 6 = 
7871 units for a penny, and the relative cost of coals, gas, and 
petroleum is 89,600, 12,100, and 7871 units for a penny re- 
spectively, the ratio being 1, 7*4, and 11*4. 

As applied to heating buildings where the coals are consumed 
under a boiler, and the gas and petroleum are burnt in the room, 
we have for coals, gas, and petroleum, 44,800, 14,600, and 
9446 units for a penny respectively, the ratio being 1, 3*09, 
and 4-74. 

But as applied to heating buildings, where the coals are burnt 
in a stove with a long flue-pipe, and the gas and paraffine are 
consumed in the room, we have 91,728, 14,^00, and 9446 units 
for a penny respectively, and the ratio is 1, 6 * 3, and 9 * 7. 
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CHAPTER XV. 

BXAMPLBS OF BUILDINGS HEATED AND YBNTILATBD. 

As iUustrations of the application of the rules given in 
Chapter XII. for calculating the loss of heat by buildings, and 
to show how far they agree with observed facts, we may take 
the following examples, the data for which are given by P^clet» 

(391.) "Pmon Mazcts," — This great prison is situated in 
Paris, and contains cells for the solitary confinement of 1200 
prisoners. These cells are arranged in six long buildings, 
which radiate from a centre, and occupy nearly two-thirds of a 
circle. The walls are of stone, about 36 feet high, averaging 
24 inches thick, and exposing an exterior area of 140,000 square 
feet ; the area of the windows is 23,400 square feet. For the 
seven months of the year, during which the building was 
heated, the mean temperature of the exterior air was 44% and 
the interior air 58% being a difference of 14% and from these 
particulars we can calculate the weight of coals required by the 
building, &c. The ventilation was maintained constantly by a 
chimney with a fire at its base, as in Fig. 112 ; this chimney 
was cylindrical, 7 feet internal diameter and 95 feet high, 
the mean quantity of air passing through the building was 
1,059,600 cubic feet per hour, and this air had to be heated 14% 
from the external to the internal temperatures, and required a 
farther quantity of fuel. 

(392.) The conditions of the building are similar to those in 
(302) and Fig. 84, with one face exposed, and by Table 103 we 
find that a wall of stone 24 inches thick loses * 284 unit per 
square foot for 1° difference of internal and external tempera- 
ture of the air. In our case, therefore, the walls will lose 
• 284 X 14 X 140000 = 656640 units per hour. The windows 
were for the most part only 2 feet high, and by the rule in (305) 
lose *56 unit per square foot for 1°. The loss in our case is 
•66 X 14 X 23400 = 183456 units per hour. 

By Table 24 the weight of air at say 42° is • 079 lb. per 
cubic foot; we have therefore 1069600 x • 079 = ^^T<^^VVs?^ 
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of air to be heated 14°, and the specific heat of air being * 238, 
this is equal to 83708 x • 238 X 14 = 278910 units per hour. 
Collecting these three results, we have a total loss of 556640 -j- 
183456 + 278910 = 1019006 units per hour. But part of this 
heat will be supplied by the animal heat of the prisoners, as 
explained in (327), where we find that each man will yield 191 
units per hour, and we have 191 X 1200 = 229200 units per 
hour from this source, leaving 1019006 - 229200 = 789806 
units to be supplied by the heating apparatus. Allowing 6000 
units per pound of coal (112), we should require 789806 x 24 -4- 
6000 = 3160 lbs. of coal per day. The experimental quantity 
was 3564 lbs., showing that only 5318 units per pound of coal 
were utilized, or 5318-4- 13000 = '41, or 41 per cent, of the 
total heat in coals (60). 

(393.) During the cold weather of winter it was found that 
5280 lbs. of coal were consumed per 24 hours, to maintain the 
internal air at 59°* 3 while the external air was 39°, the differ- 
ence being 20° • 3. We found that for 14° difference the loss 
was 1,019,006 units ; the loss with 20 * 3 will therefore be 
1019006x20-3-7-14 = 1477560, and deducting the heat 
emitted by the prisoners, we have 1477560 - 229200 = 124836 
units per hour to be supplied by the fuel. In this case, there- 
fore, 124836 X 24 -r 5280 = 5675 units per pound of coal were 
utilized, or nearly the same as in the case of the Church of 
St. Eoch (400). 

(394.) *' Ventilation.*^ — For maintaining the ventilation it was 
found that the mean consumption of coals by the fire at the foot 
of the chimney was 770 lbs. per day in winter, and 880 lbs. per 
day for the rest of the year ; but for the ventilation, equal to 
1,059,600 cubic feet per hour, the consumption was 44 lbs. per 
hour in winter, and 55 lbs. in summer. 

The temperature of the air in the chimney was not observed, 
but we can calculate it from the consumption of fuel. By (60) 
the total heat in a pound of coals is 13,000 units ; nearly the 
whole of this will be given out to the air passing up the 
chimney ; allowing that 5 per cent, falls from the grate uncon- 
sumed as in (98), and that 5 per cent, more is lost by radiation, 
&c., we have from 44 lbs. of coals 13000 x * 9 x 44 = 514800 
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tinits of heat per hour, and as this is carried off by 83,708 lbs. 
of air, and the specific heat of air being *238, we have 

^^^^^ = 26° increase of temperature, and the air entering 

•238x83708 r > & 

at 68° (the temperature of the building) becomes 68°-f 26° = 84° 

in the chinmey, or 84 — 44 = 40° warmer than the exterior 

air. A 96-foot column of air at 84° is equal by (27) to 96 x 

,^r>-A~ r^M = 88-foot column of air at 44°, and we have 96 — 
458 • 4 -f- 84 

88 = 7 feet head to generate velocity, which will give V7 x 8 
= 21*1 feet per second. The chimney was 7 feet diameter, 
having an area of 38 * 6 square feet ; but the centre of it was 
occupied by the iron chimney from the steam-boilers, which 
was 2 feet 8 inches diameter, having an area of 6 * 6 square feet. 
The acting area of the air-shaft was thus reduced to 38 * 6 — 6*6 
= 33 square feet, and when discharging 1,069,600 cubic feet per 
Lour, the velocity of the air entering the chimney must be 

•prr: -prp: TTK = 8*92 fcct pcr secoud. The real velocity is 

83 X 60 X 60 ^ "^ 

therefore only 8 • 92 -r 21 • 1 = • 423 of the theoretical velocity, 
this loss arising from friction, change of velocity by frequent 
contractions and enlargements in the air-channels, &c., <&c., 
which are practically unavoidable in long circuits : see (163). 
The mechanical work done by the chimney being proportional 
to the square of the velocity, is thus reduced to • 423' = • 179. 

(395.) " Mechanical and Chimney Ventilation Compared" — We 
may compare mechanical ventilation with that produced by 
heat, and ascertain the relative economy of the two systems, by 
calculating the power of an engine and fan capable of doing the 
same work and the consumption of fuel in the two cases. 

By (394) we have seen that with the standard quantity of air 

the consumption of coals was 44 lbs. per hour during the five 

cold months of the year, and 66 lbs. per hour for seven months. 

We have therefore (44 x 24 x 30 x 6) + (55 x 24 x 30 x 7) 

= 435600 lbs. of coals per year, with a heated chimney. 

With a high-pressure engine the work in winter costs nothing, 
because the steam after working the engine is used for heating 
the bmlding (230). 
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The meclianical work done is 83,708 lbs. of air per honr, or 

1228 lbs. per minute, at a velocity of 8*92 feet per second, the 

/8 • 92\* 
head due to which, by the law of falling bodies, is ( —^ j = 

1-243 foot; we have therefore 1228 x 1-243-^ 33000 = -0463 
horse-power. But we have seen that by friction, &c., &c., in 
the passages the work is reduced to *179 of the power em- 
ployed ; and as a low-pressure fan and gearing will probably 
yield only one-third of the force expended on it, we should 
require '0463 X 3-f- '179 = '776 horse-power. If we allow 
10 lbs. of coal per horse-power, this is equal to 7 • 76 lbs. of 
coal per hour for seven months of the year only, and the 
yearly consumption would be 7 -76 X 24 x 30 x 7 = 39110 lbs. 
of coal, instead of 435,600 lbs. as required by a draught chim- 
ney; the ratio is 1 to 11. 

This is a favourable case for mechanical ventilation, being a 
very large one. By the ordinary allowance of 360 cubic feet 
per head (331), the air dealt with would suf&ce for 1069600 -4- 
360 = 3000 persons, and even for this large number we require 
an engiDC of only three-fourths of a horse-power. For small^ 
and even for ordinary cases, the engine would be excessively 
small, the friction proportionally much greater, and the relative 
economy of the system less. There is also the practical objec- 
tion that the engine must work day and night, requiring an 
extra man for the night work, &c., and a duplicate engine in 
case of repairs, &c. 

(396.) " Prison of Provins" — This prison was arranged in 
the same manner as the Prison Mazas, but was very much 
smaller, consisting of one range of buildings for 39 prisoners. 
The walls were of stone, 24 inches thick, and exposed 11,340 
square feet of surface. The windows had an area of 1167 
square feet, and the air used for ventilation was 120,090 cubic 
feet per hour. 

Experiments were made on the consumption of fuel from the 
16th of March to the 6th of April, the mean temperature of the 
day was 43° by observation, that of the night was not observed, 
but is reported to have been very cold, probably it was 8° colder 
than the day, or 36° ; the mean temperature of the exterior ail 
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would therefore be 89°, and the intemal air being maintained 
at 69°, the difference would be 20°. The consumption of fuel 
imder these circumstances was found to be 807 lbs. of peat 
per day. 

The loss by the walls 24 inches thick will be * 284 unit for 
1° by Table 103, and we have -284 x 20 x 11340 = 64411 
units per hour lost by the walls. The windows by (392) will 
lose -56 X 20 X 1157 = 12968 units, and the air 120090 x 
♦079 X -238 X 20 = 45348 units ; collecting these three losses, 
we have 64411 + 12958 + 45348 = 122717 units per hour. 
The prisoners will yield 191 x 39 = 7449 units, leaving 
116,268 to be supplied by the fuel. 

By (60) and (62) we find the total heat in coals and peat to 
be 13,000 and 7161 units respectively, and the economic value of 
coals being as we have assumed 6000 units, that of peat will be 
6000 X 7151 -T- 13000 = 3300 units per pound, and thus we 
8hall require 115268 X 24 -r- 3300 = 838 lbs. of peat, whereas 
experiment gave 807 lbs. We had therefore in this case 
116268 X 24 4- 807 = 8428 units per pound of peat, or 3428 -^ 
7161 = * 48, or 48 per cent, of the total heat in the fuel. 

(397.) " Ventilation." — The draught or air-chimney was 69 
feet high, and ^ feet diameter at the top, its area being 3*14 
square feet. An experiment was made when all the fires had 
been extinguished six hours, the temperature of the air in the 
chimney would be about the same as that in the building, which 
was 16° higher than the external air, which being taken at 39°, 
that in the chimney would be 65°. The observed discharge of 
air under these circumstances was 40,052 cubic feet per hour, 

and the velocity of discharge must therefore be t^tttt^ r-^rr = 

•^ ° 3600 X 3-14 

8*64 feet per second. For calculating the theoretical velocity 
we have a column of air 69 feet high at 65°, which is equal in 

468-4 4- 39 
weight to a column 59 x .^^ a T ^ ^ =67-11 feet high at 39° 

46o • 4 -|- 66 

and we have 59 — 57-11 = 1 '89 foot head to generate velocity, 
which will give vl-89 x 8 = 11 feet per second, whereas the 
real velocity was only 3*64 feet per second. The ratio' in 
this case is 8*64-^11 = -322 to 1, and the m<&c.bL*KGL\c»3L ^<^^ 
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of the chimney, only •322' = '104 of its theoretical Talue: 
see (394). 

(398.) " Church of St. JBoc^."— This church was about 377 
feet long, 92 feet wide, and from 50 to 60 feet high. The walls 
were of stone, 20 inches thick, exposing a surface of 37,674 square 
feet ; the windows were about 13 feet high, and exposed an area 
of 9267 square feet. When the interior air was maintained at 
29° above the exterior air, the consumption of coals was 88 lbs. 
per hour. 

The conditions of this building are similar to Fig. 80, the 
walls being exposed on all sides to cooling influences. The 
loss of heat for this case is given by Table 102, which for stone 
walls 20 inches thick may be taken at * 2 for 1° ; in our case the 
loss will be -2 X 29 X 37674 = 218510 units per hour. By 
(307) the windows lose • 4 unit for 1°, or in our case 4 x 29 X 
9257 = 107385 units, and the loss from both sources is 325,895 
units per hour. There will also be another loss of heat by a 
large but unknown volume of air, which enters through the 
heating apparatus by openings in the floor, and passes out by 
innumerable crevices in the leaden casements, the glass being 
very loosely fitted ; it will therefore escape at the temperature 
of the glass, and if we know that temperature We can calculate 
the volume of air which passes through the building. 

(399.) " Temperature of the Walls and Glass in Windows,** — To 
give distinctness to the question, we will assume that the internal 
air is at 59°, and the external air at 30°, or 29° difference. We 
can now calculate the temperatures of the two surfaces of the 
walls by the rules in (293) and (294). Taking the value of E 
from Table 95 at • 736, of A from Table 97 at • 398, and of 
from Table 101 at 13-7, Q will be 1*134, and the rule 
in (293), or 

|q X [E X A X T) + (0 X T]} + {a X C X t} 

|0 X [2 X A) + R]| + {e X A X QJ 
becomes 

|l-134 X [20 X -398 x 59) + (13-7 X 30]} + 1-398 x 13*7 x 59} 
|l3-7 X t^ X -ft^S) -V -l^"^ -V ^^ X -^^a K 1-134^ 



= t 



= 4^ 
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which is the temperature of the interior surface of the wall. 

The temperature of the exterior surface may now be found by 

C / + Q E T' 
the rule in (294), or — q , q p, — = t\ which in our case 

becomes (13:LxJ ^) + (^ ' ^^^ X ^0 X 30 ) _ 
Decomes ^g.r^ _l_ (1.134 ^ 20) " ^^ ^^ 

The temperature of the glass in the windows will be given by 
the rule in (307), t" = ( ^i.^ + / + T' ) -f- 2, which in 

/59-44)x-43 \ 

our case becomes i '43 4- -5948 + ^^ + ^^) "^ 2 = 40°* 16, 

and this is also the temperature of the air at exit. 

(400.) " Volume of Air J* — We can now calculate the volume 
of air passing through the building, for as it departs at 40°* 15, 
it must have been cooled by the walls from 59° to 40*15 = 
18°* 85, and the weight of air which in doing that would yield 
to the walls and windows the required quantity of 325,895 units 
must be 325895 -f- (18*85 x -238) = 70342 lbs., or 70342-4- 
•0791 = 889300 cubic feet at 42°. This air departing at 
40°- 15 or 10°* 15 above the external air, will carry off 70342 x 
10 • 15 X • 238 = 170000 units of heat, which added to the 
amount lost by the walls and windows gives a total of 325895 
+ 170000 = 495895 units per hour, requiring 495895 -r 6000 
= 82 • 6 lbs. of coal, instead of 88 lbs. as per experiment. In 
this case, therefore, 495895 -f- 88 = 5635 units were utilized 
per pound of coal ; at Mazas (393) we found 5675 units. 

(401.) But we might have calculated approximately both the 
volume of air and its temperature at exit, and therefore of the 
glass in the windows, from the known quantity of coals con- 
sumed. 88 lbs. of coals give 88 x 6000 = 528000 units of heat, 
and as the wJiole of this heat is given out to the air as it passes 
the hot- water pipes and enters the building, and that air being 
heated 29°, its weight must be 528000 -i- (29 x ' 238) = 76500 lbs. 
This air has to yield 325,895 units to the walls, &c., and to do 
that must be cooled down 325895 -4- (76500 x '238) = 17°*9 ; 
it therefore departs from the building at 59° — 17°* 9 = 41°* 1, 
and this is also the temperature of the glass. The volume of 
air and temperature of glass as thus ca\cw\«A«i^ ^\^vix \s\i.\»\ws»\Ri 
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from those fonnd by tlie former method, which, no doubt, is the 
more correct of the two. 

(402.) The capacity of the spacious church was about 
1,130,000 cubic feet of air, which added to 889,300 due to ven- 
tilation, gives in an hour a total of 2,019,300 cubic feet, or 505 
cubic feet per head for 4000 people. The ordinary numbers 
present are 2000 to 4000 ; on fete days 4000 to 6000, and on 
grand occasions 6000 to 8000. 

(403.) " Time required to HecU the Building to the Standard 
Temperature" — It was found that to heat the building to the 
standard temperature, or 29° above the external air, required 
eight days of continuous firing day and night, and it will be 
instructive to see how far this agrees with calculation. 

The walls contain 63,576 cubic feet of stone, weighing by 
Table 37 about 156 lbs. per foot, or 63576 x 156 = 9917856 lbs., 
and tl^ specific heat by Table 1 being about * 21585, they will 
require 9917856 x '21585 = 2140770 units of heat to raise 
their temperature 1°. We found in (399) that when the 
standard temperature was attained, the two surfaces are 44° and 
35°' 27 respectively, the mean temperature of the wall is there- 
fore (44 + 35 • 27) -f- 2 - 39°- 625, or 9°- 625 above the external 
temperature, and this is the amount of heat which the walls 
must receive before the standard temperature can be attained. 
We found that for 1° they required 2,140,770 units, they will 
therefore require 2140770 X 9 • 625 = 20626320 units to bring 
them up to the standard. 

(404.) The time in which this quantity can be supplied is in 
our case governed by the maximum power of the heating appa- 
ratus. This was proved with an external temperature of 21°, 
for in that case the internal temperature could not be main- 
tained higher than 50°, being a difference of 29°, or the same 
as at the standard internal temperature of 59°, with external air 
at 30°. The apparatus could therefore yield only 218,510 units 
per hour to the walls as in (398), and to do that, the temperature 
of the walls must be 15° colder than the air, as we have seen in 
(399), where the respective temperatures were 59° and 44°. 
This difference would be constant throughout, so that the walls 
being 30° at the commeuQ^TXiQCLt^the internal air would be heated 
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by tlie apparatus to 45°, when farther increase of temperature 
would be arrested by the walls absorbing the heat, and as their 
temperature increased, so would that of the air be progressively 
and simultaneously increased, and the difference of 15° would be 
maintained throughout. 

(405.) But while heat was thus received by the internal 
surface, a considerable amount would be dissipated by the 
external surface. At the commencement, when the walls had 
the same temperature as the external air, the loss would be 0, 
progressively increasing to 218,510 units per hour when the 
walls were heated to the standard temperature ; for when that 
is attained, the external surface dissipates the same amount as 
the internal surface receives, and the temperature remains sta- 
tionary. The mean loss is therefore (218510 +0) -f- 2 = 109255 
units per hour, so that while 218,510 units were received by the 
interior surface, 109,255 units would be dissipated by the ex- 
ternal surface, and 109,255 units would be retained by the 
walls; and to obtain the 20,626,320 units required to bring 
them up to the standard temperature (403) the time would be 
2062^320 -^ (109255 x 24) = 7-87 days ; practically the same 
as by experiment, which, as we have stated (403), was eight 
days. 

(406.) " Time required to Cool the Building" — When once 
heated, a considerable time would be required to cool the whole 
building down to the external temperature. If the air passing 
through it be stopped by closing the inlet openings, heat would 
be dissipated only by the walls and windows, and we should 
lose 325,895 units at first, which would be progressively re- 
duced to nothing at the end of the time. The mean loss would 
therefore be (325896 + 0) -^ 2 = 162947 units per hour, and 

the heat of the building would be dissipated in — -^I 

= 5-27 days. ^ 

If the circulation of air be permitted as usual, the mean rate 
of loss would be (528000 + 0) -f- 2 = 264000 units per hour, 
and the building would cool down to the external temperature 
. 20626320 ^ ^„ , 
"^ 264000 X 24 =^'^^^y^' 
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(407.) *^ Heating Apparatus " — The heating apparatus con- 
sisted of a boiler about 12 horse-power, with hot-water pipes 
5^ and 4f inches diameter. They were laid in channels with 
brick sides, under the floor of the church, in the usual way. 
The total area of the hot-water pipes was 1774 square feet, 
they therefore gave out 495896 -^ 1774 = 279-5 units per 
square foot : see (400). The temperature of the water as it 
left the boiler was 248^, and as it returned 216% its mean tem- 
perature was therefore 232% or 232^-29°= 203° above the 
external air. 

(408.) The case of a pipe enclosed in a channel is quite 
different to that of a pipe freely exposed. When a pipe is 
enclosed, the walls receive radiant heat from it, and their 
temperature is raised until they give out to the air in contact 
the same amount as they are receiving from the pipe, when 
further increase of temperature is arrested, and it remains 
stationary. With brick walls and a steam-pipe at 232° the 
temperature of the walls would be 158°. At that temperature, 
being 232 - 158 = 74° colder than the pipe, the ratio (313) of 
heat lost by radiation is, by Table 104, 1 • 9, and the value of E 
from Table 95 being for bricks • 736, the walls will receive 
• 736 X 74 X 1 • 9 = 103 units per square foot per hour. Then 
by (315) a wall, say 2 feet high, will have '528 for the value 
of A by Table 97, and the difference of temperature of the air 
and of the wall being 158 - 30 = 128°, the ratio by Table 105 
is 1-486, and the loss by contact of air is -528 X 128 x 1*486 
= 100*3 units per hour, nearly the same amount as was re- 
ceived by radiation, and showing that the temperature of 158° 
is very nearly correct : see (317). 

(409.) A steam-pipe 5 inches diameter, heated to 232°, ex- 
posed to radiant walls at 158°, and to air at 30° (see 316), will 

R. Diff. Ratio. A. Diff. Ratio. 

lose (-7 X 74° X l-9) + (-544 x 202° x 1-65) = 279-7 units 
per square foot per hour, which by an accidentfJ coincidence is 
almost exactly the amount found by experience, which we have 
seen to be 279 - 5 units. 

If this same pipe had been freely exposed to air and radiant 
objects both at 30°, the difference of temperature would have 
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R. IMff. 

been 232°- 30°= 202° in both cases, and tbe loss (-7 X 202 

Batio. A. Difif. Ratio. 

X 1 • 51)+(- 544 X .202 x 1 ' 65) = 394- 8 units, and an enclosed 
pipe therefore gives only 279 • 7 -f- 394 • 8 = • 708, or say 70 per 
oent. of the amount lost by a pipe freely exposed (317). 



CHAPTER XVI. 

WIND, FORCE OF, AND EFFECT ON VENTILATION, ETC. 

(410.) " Influence of the Wind in Ventilation, &cr — The eflfect 
of the wind on the draught-power of chimneys to furnaces, &c., 
is well known by experience. Let ABO, Fig. 13, be a tube 
freely exposed to the action of the wind, A B being vertical ; if 
now the wind moves in the direction C to B, it will enter at C 
and pass out at A ; but if the wind moves from B to C, it will 
enter at A and pass out at C. 

It will be seen that this is analogous to the case of a boiler- 
house on a plane, with a chimney at one end, as in Fig. 15, the 
whole being freely exposed to the wind on all sides, and air 
admitted by openings at the end C ; but here the air in the 
chimney is highly heated, and a powerful upward draught 
thereby created ; still it will be retarded when the wind sets 
from B to C, and assisted and accelerated when in the contrary 
direction. Table 62 shows the draught-power of chimneys in 
calm air, in inches of water pressure, by which we can compare 
the power of the draught with that of the wind. 

(411.) According to the experiments of Hutton, the force of 

wind at moderate velocities varies as the 2*04 power of the 

velocity ; he also found that a plane 32 square inches in area, 

and moving at a velocity of 12 feet per second, experiences a 

resistance ftom the wind of * 841 ounce. From these data we 

obtain the formulaa 

P 
V*-~ X • 001487 = P and _ , ^ . ^- = V^ ^ in wkicK ^^ 
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s the Telocity in feet per second, and P = the pressnre in pounds 
per square foot ; Table 117 has been calculated by these rules. 

Table 117. — Of the Fobob and Vblooity of Wind, according to 

HcTT0N*s Experiments. 



Preflsore. 




Velocity. 




In lbs. per 

Square 

Foot. 


In Inches of 


In Feet 


In Miles. 


Water. 


per Second. 


per Honr. 


•1 


•01926 


7-87 


5-37 


•25 




-0481 


12 


•90 


8 


•79 


•5 




-0963 


16 


•18 


11 


•03 


1 




-193 


24 


33 


16 


•60 


2 




385 


34 


17 


23 


•30 


8 




578 


41 


69 


27 


77 


4 




770 


48' 


00 


32 


73 


5 




963 


53 


55 


36 


51 


6 




155 


58- 


55 


39' 


92 


7 




348 


63 


15 


43 


06 


8 




541 


67- 


43 


45- 


97 


9 




733 


71 


43 


48' 


70 


10 




926 


75" 


22 


51 


28 


11 


2 


118 


78- 


82 


53 


74 


12 


2 


311 


82- 


20 


56- 


07 


13 


2- 


504 


85' 


54 


58- 


32 


14 


2- 


696 


88- 


70 


60- 


48 


15 


2 


889 


91- 


76 


62- 


56 


16 


3 


081 


94' 


70 


64- 


57 


17 


3 


274 


97- 


56 


66- 


52 


18 


3 


467 


100- 


30 


68- 


41 


19 


3 


659 


103- 


00 


70- 


25 


20 


3 


852 


105 


70 


72' 


03 


25 


4' 


815 


117' 


80 


80' 


36 


30 


5 


778 


128' 


9 


87' 


97 


35 


6- 


741 


139 





94- 


77 


40 


7' 


704 


148' 


7 


101' 


4 


45 


8 


667 


157' 


2 


107- 


2 


50 


9- 


630 


165- 


6 


112 


9 


55 


19 • 


593 


177' 


5 


118' 


3 


60 


11-556 


181-0 


123-4 



Character of the Wind 

according to Rouse 

andLdnd. 



Gentle Wind. 
Pleasant ditto. 
Fresh Breeze. 
Brisk Gkile. 
Very brisk ditto. 



High Wind. 



Very high ditto. 



Storm or Tempest 



Great Storm. 
Hurricane. 
Very great ditto. 
Most violent ditto. 



(412.) Taking as an illnstration a chimney 80 feet high, we 
find by Table 62 that the dranght-power is equal 4o -585 inch 
of water, and by Table 117 this is eqnal to a wind having a 
velocity of about 42 feet per second, which is a very brisk 
breezOf and if the boiler-hoose is freely exposed to its force, the 



EFFBOT OF WIND OK YBNTILATIOK. 291 

dranglit of the cliiinney would be destroyed when the wind was 
blowing with that strength in the direction B C, and doubled 
when in the direction C B. In such a case the doors or other 
openings at the end should be closed, and others opened at 
the end B or at the side D. 

(413.) To obviate the adverse action of the wind, and to 
utilize its power of increasing the draught, we may use a 
movable cowl, whose action and principle may be illustrated 
by Fig. 14, in which we have a tube like Fig. 13 surmounted 
by a cowl, movable round the centre of the tube A B by the 
action of the wind itself, which is assisted by the vane E. 
When the wind is in the adverse direction B C, the cowl A D 
opposes and balances the effect of the wind on the lower branch, 
and if both are equally exposed to its action, the one would 
simply neutralize the other, and there would be no internal 
current in either direction, but if, as is usually the case in 
practice, B C is sheltered by adjacent buildings, &c., and A D 
is fully exposed, the cowl will always be the controlling power, 
creating in all cases an upward current, irrespective of the 
action of heat on the internal air, and the adverse action of the 
wind is not only annulled, but reversed and made to augment 
the draught. 

(414.) The effect of the vane E may be greatly increased by 
making it with double blades, as in Fig. 99. The experiments 
of Button show that the force of wind acting obliquely on a 
plane is given by the rule 

P = V««* X -001487 X sine *•«**«**«» 

by which we find that the force at a right angle being 1 * 0, that 
with angles 1°, 2°, 3°, &c., is -003, -006, -010, &c., a^ in 
Table 118. Button gives a table showing the effect at all 
angles from 1° to 90°, from which it will be found that the best 
angle for the blades is 38° with the axis, or 76° with each other, 
as in Fig. 100. To show the superior efi&cacy of a double- 
bladed vane, say that the wind was at an angle of 1° with the 
axis, then with a vane having blades at the best angle instead of 
impinging on both blades at 38°, we should evidently have it at 
87° on one and 39° on the other, and b^ ^w^XwtL^ \»5^^ *^QRk 



292 



MAXIMUM FOBOB OF WIND. 



forces with these angles would be *507 and *555, and the force 
tending to tnm the vane 'SSS — -507 = -048 instead of -003, 
as with a single blade of the same area, or '048 -7- '003 = 16 
times greater. 

Table 118 shows that the superiority of the double blade 
over the single is greatest at small angles of wind, where in 
fEict it is most wanted. Snch a vane would not only be more 
sensitive, but also more steady, or less subject to oscillation. 
Angles greater or less than 38^ are not so effective, the turning 
power at 15^ would be about one-half, and at 5° about one-fifth 
of that at 38°. 

Table 118. — Of the Relative Power of Wind-vanes, with Single 

and Double Blades. 



Single Blade .. 

Double Blades,) 
angle 38° with 
axis • • • • 

Katio of effect, 
single blade be- 
ing 1 .. ,,) 



Angle of Wind with the Axis. 



2P 



3° 



4° 



10^ 



20^ 



30° 



Batlo of the Turning Force. 



"003 
048 



16 



•006 
095 



15-8 



010 
141 



14-1 



"014 

•185 



13-2 



018 

228 



12-7 



046 
431 



9-4 



156 
739 



4.7 



347 
910 



2-6 



(415.) " Maximum Force of the Wind** — In this country the 
force of the wind seldom exceeds 50 lbs. per square foot even 
in our great storms ; it has been known, however, occasionally 
to exceed that amount. In the storm of December 27, 1868, at 
Liverpool, the recorded pressure at 3.10 p.m. was 80 lbs. per 
square foot; equal to 142 miles per hour by the rule. The 
mean velocity observed between 3 and 4 p.m. was 92 miles per 
hour. 

(416.) We will calculate the force of the wind capable of 
overturning the chimney 80 feet high, shown by Fig. 44. 
There are two forces which resist the wind, namely, the weight 
o{ the whole chinmey and the cohesion of tho mortar. The 
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chinmey contains 1747 cubic feet of brickwork, which weighs, 
by Table 37, 115 lbs. per foot, giving a total weight of 
200,000 lbs. The cohesion of good old mortar (fourteen years 
old) is 60 lbs. per square inch, and the area of the section of base 
being 81^ — 36^ = 5265, the resistance of the cohesion of the 
mortar will be 5265 x 60 = 315900 lbs., which added to the 
weight of the chimney makes a total of 200000 + 315900 = 
515900 lbs. If the materials were incapable of crushing, the 
chimney would turn on that edge of its base remote from the 
wind ; but in truth that point would be somewhere between the 
centre and the edge, and the chimney would resist fracture, 
partly by the crushing strain and partly by the cohesion assisted 
by the weight. By analogy with other materials broken trans- 
versely, we know that the result is very nearly the same as if the 
neutral axis coincided with the edge, and the force of cohesion 
only came into play. Admitting this, the force of 515,900 lbs. 
acts with a leverage equal to half the diameter of the base, or 
40 '5 inches. The centre of effort of the wind is at the centre 
of gravity of the surface exposed to it; the easiest way of finding 
the centre of gravity in our case is by cuUting out an outline of 
the chimney in drawing paper, &c., of equable thickness, and 
balancing it on the point of a needle. We thus find the centre 
of effort in our case to be 36 feet, or 432 inches above the base, 
and the surface area of one side of the chimney being 440 square 
feet, the force of the wind that would overturn it would be 

— 2q^ — jja — =110 lbs. per square foot, which as we have seen 

is greater than any wind in this country. With very bad mortar, 
the force would be much less, for instance, without mortar 

altogether, the force of the wind would be — j^r^ . .. = 

® 432 X 440 

42*6 lbs. per square foot. 

This will show that a chimney is in the greatest danger 
when newly built, before the mortar has had time to set. For 
this and other reasons, it is expedient to proceed very slowly 
with the work of building : without this precaution, a chimney 
is apt to settle irregularly, and to become crooked and un- 
sightly. 
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(417.) " Explosive Force of Oases" — ^When combustible gases 
snch as hydrogen and carbonic oxide, &c., are mixed with 
oxygen in the proportions necessary to effect combustion, and 
heat is applied by a match, &c., combustion follows instanta- 
neously, or nearly so, and takes the form of an explosion. If 
we know the amount of heat developed by the combustible gas, 
and the yolume and specific heat of the resulting product wluch 
receives that heat, we can show the temperature to which it will 
be raised by it, and thence the pressure or explosive force which 
would be generated in a closed vessel. 

Say that we take the case of the explosion of carbonic oxide 
with oxygen: Carbonic oxide is composed of 1 atom, or say 
75 lbs. of carbon (56), and 1 atom, or 100 lbs. of oxygen, thus 
forming 175 lbs. of carbonic oxide. To effect combustion 
another atom or 100 lbs. of oxygen must be added, and we then 
have before combustion 275 lbs. of mixed gases, and after com- 
bustion the same weight of carbonic acid gas. 

Now by Table 39 the mixed gases before combustion occupied 
(13-6 X 75) + (11-88 X 200) = 3376 cubic feet at 62°, and 
this is the capacity of the closed vessel which would contain 
them. Afker combustion we have 275 lbs. of carbonic acid gas 
or 8 • 59 X 275 = 2362 cubic feet at 62^ 

The heat developed by the combustion of 1 lb. of carbonic 
oxide is 4325 units by the experiments of Favre and Silberman 
in Table 42 ; hence we have 4325 x 175 = 766875 units of 
heat, and the specific heat of carbonic acid gas with constant 
volume (6) being -17112 by Table 5, the 275 lbs. would be 
heated 756875 -^ (-17112 x 275) = 16084°, or to 16084 -f 
62 = 16146°, at which temperature by the rule in (27) the 
2362 cubic feet of carbonic acid gas would become 2362 x 

458+16146 „^.^^ V ^ .-^ 

jrQ-~ —^9— = 75420 cubic feet if expansion were permitted ; 

but being confined in a vessel of 3396 cubic feet capacity, the 
pressure by the law of Marriotte (29) would become 75420 -7- 
3396 = 22*2 atmospheres. 

With atmospheric air instead of pure oxygen the explosive 
force would be reduced. Atmospheric air is composed of 
1 atom, or by Table 40, lOO'VXi^. oi ot.^i,^\i, «md 2 atoms, or 
360 Jbs. of nitrogen •, "hence Vke exlraY^^"^^. <2S. ^Tz^^^^^^^^^wj^aas^ 
tor the combustion Ib no^ wssocivaJ^^^ ^^^^ioR». ^\ ^s^^^^jsv 
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oocnpying 13*54 x 350 = 4739 cubio feet, and the capacity 
of tlie closed yessel holding the gases before explosion would be 
4739 + 3376 = 8115 cubic feet. 

After combustion we have as before 275 lbs. of carbonic 
acid, or 2362 cubic feet at 62°, which, added to the nitrogen, 
gives a total of 2363 + 4739 = 7101 cubic feet at 62°. To 
heat the carbonic acid 1° we require 275 x ' 17112 = 47 units ; 
to heat the nitrogen 1"^ we require 350 X * 17272 = 60 units ; 
hence to heat the products of combustion 1° we require 47 + 60 
= 107 units, and the 756,875 units developed by the combus- 
tion will raise their temperature 756875 -7- 107 = 7073°, or to 
7073 + 62 = 7135°, at which temperature the 7101 cubic feet 

of mixed gases would become 7101 x ^^q T an = 103675 

cubic feet if expansion were permitted, but being confined by a 
vessel of 8115 cubic feet capacity the pressure by the law of 
Marriotte would be 1036754-8115 = 12-65 atmospheres, 
instead of 22 * 2, as with pure oxygen. 

Again, 1 lb. of hydrogen requires by (57) 8 lbs. of oxygen for 
its combustion, and the capacity of the closed vessel would be 
189-7 + (11-88 X 8) = 284-74 cubic feet. After combus- 
tion there would be 9 lbs. of vapour of water, whose volume 
would be 21-07 X 9 = 189-7 cubic feet. The combustion of 
1 lb. of hydrogen (57) develops 12,906 units of heat, and the 
specific heat of vapour of water with constant volume being 
* 364 by Table 5, that amount of heat would raise the tempera- 
ture of 9 lbs. of vapour 12906 4- ( * 364 x 9) = 3940^ or to 
3940 + 62 = 4002°. At that temperature the 189 • 7 cubic feet 

of vapour would become 189*7 X tvt^ tt^ = 1627 cubic 

^ 458 -f 62 

feet if expansion were permitted ; hence in a closed vessel of 
284*74 cubic feet capacity the pressure would become 1627 -f- 
284*74 =5*7 atmospheres. 

(418.) ^^Evaporation at Low Pressures of Air," — The rule 
and experiments in (186) give the evaporation at natural tem- 
peratures, with calm air at the normal pressure of say 30 inches 
of mercury in the barometer, and it will be important to note 
the effect of reduced pressure on the rate of evaporation. The 
experiments of Daniell show that the evaporation of water is 
nearly inversely proportioned to the pressure, so that at half the 
normal pressure the evaporation would be doubled, &c. With 
a vacuum as nearly perfect as could be obtaisLod^ \}(i<^ Y^^^'ss^sl^ 
being rir^h of the normal pressure, tliie eva^ox\)M\Qvi ^^& i^o^-saN* 
seventy timea that due to 30 inches. 
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Witli pressures in the ratio 

^ i i i At -^ A 

the rate of evaporation, if it were simply in inverse ratio, would 
of course be 

1 2 4 8 16 32 64 

but experiment gave 

1 2 4-4 7-1 12 20 32 

We found in (190) that with a gale the ratio for water was 12*4 
times the evaporation with calm air. The above experiments 
show that the same rate of evaporation might be obtained with 
calm air by reducing the pressure to ^^th of the normal pres- 
sure, or say 30-4-16 = 1*9 inch of mercury. 

(419.) " Absorption of Gases by Liquids'* — When gases such 
as carbonic acid or atmospheric air are in contact with a surface 
of waler or other liquid, a certain volume of gas is absorbed, 
dependent on the nature of the liquid and of the gas, and on the 
temperature. 

In general the amount absorbed decreases with increase of 
temperature, thus if water or ale at 32°, saturated with carbonic 
acid gas, be warmed to 68°, it could hold only half the amount 
of gas, and the rest is set free as bubbles, and collects as froth 
at the surface. Similar results are given by other gases : thus 
at 32° a cubic foot of water absorbs of 

w<fr«.rnn o^TrffoTi Cafboiiic Carbonic Sulphuretted Sulphurous Atmospheric 
nitrogen. uxygen. ^^j^ q^.^^ Hydrogen. Add. Air. 

•024 -0411 1-797 -0329 4*371 68*86 '0247 

cubic feet ; but at 68° these volumes are reduced to 
•014 -0286 '901 -0231 2*905 36*22 '0170, 

cubic feet respectively. It is remarkable that the amount ab- 
sorbed is a question of volume of gas and not of weight, that is 
to say, the volume absorbed is the same whatever the pressure or 
density of the gas. Aerated waters are made on this principle ; 
the liquid is saturated with carbonic acid gas under a high 
pressure, which of course escapes with effervescence when the 
pressure is relieved. 

(420.) " Ice-houses" — For the preservation of ice collected 
during the winter season ice-houses are usually made in the 
form of a large conical pit from 12 to 15 feet diameter at the 
top, and 20 feet deep, covered with a roof thickly thatched with 
straw, and lined throughout with a thick lajer of the same 
material. 



Friction, see Table 120. 
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B OF STEAM-PIPE IN INCHES. 



8 



10 



12 



14 



16 



18 



THE IN POUNDS PER SQUARE INCH. 



1 
1 
2 
1 

4 
2 
6 




•044 

•069 
122 

•191 
275 

"375 

•490 
764 
10 

•50 

•96 



3-06 
4-40 



•082 
•118 
•160 

•210 
•327 
•471 
•644 
•840 

131 
1-89 
3-36 
5-24 



•087 
•117 

•155 
•242 
•348 
•476 
•619 

•967 
1-40 
2^48 
3-87 
5-57 



097 
151 
217 
•297 
386 

603 
•870 
54 
41 

•48 



4-73 
618 



142 
204 
253 

'396 
571 
00 

•58 
•28 



•10 
•05 
513 
6-33 



094 
122 

191 
275 
489 
764 
10 

49 
95 
47 
05 
77 

86 



103 

149 

264 

•412 

•594 

•808 
05 
33 
64 
57 

70 
•06 
•60 



158 
242 
348 

473 
620 
783 
•967 
51 

•17 
•96 
•86 
•04 



1 
1 
2 
3 



151 
217 

296 
386 
489 
•603 
943 

35 

85 
41 

77 
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AlMorbenU of moisture 148, 173 

Absorbents of radiant heat 203 

Absorption of gases by liquids 296 

Air, effect of too maca^ in ftimaces. . 80, 81 

Air, beating of 184-202 

Air, humidity of 13Y 

Air, lobS ot heat by contact of 206 

Air, maximnm and minhnnm tempera- 
ture of 205 

Air, mean temperature of 41, 42 

Air required for combustion 6^6 

Air required for respiration 242 

Air required for ventilation 245 

Air, specific heat of 4-8 

Air, volume and weight of 31 

Air-cocks in hot-water pipes, &c. 194 

Air-thermometer 36 

Alcohol as a combustible 56 

Alcohol, distillation of 163 

Alcohol, evaporatioa of 142, 146 

Alloys, melting points of . . ^ 11, 13 

Anhnalheat 241,243 

Apparatus for radiating power 73 

Area of boiler-flues 103 

Area of fire-grates 86,96 

Area of sur&ce for boilen 86 

Aqrlums, drying doset for 171 

Atomic weights of bodies 3, 5, 64 

Benzoline, evaporation of 142 

Boilers, eflTective heating snrfiuje 83 

Boilen for steam-engines 88 

Boilen, beat lost by 79 

Boilers, power of 84 

Boilere, strength of 106-107 

Boilers, table of Oomish 87 

Boiler-tubes, strength of .. • 107-110 

Boiling point governed by pressure. . 15, 17 

Boiling point of lianlds 14 

Boiling point of saline ioluti<»is 16 

Breweries, reArigeraton for 156 

Buildings, loss of beat by 212-223 

Buildings, overturning^ wind 292 

Bursting and working IvesBures 110 

Calorific power of ftiel by eqwriment 69,60 

Oalorlmetera • 69 

Cased steam-pipes, loss b7 235,240 
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Casting, contraction of metals in 22 

Cast-inm flues to stoves 188 

eater's boUer, experiments on 62 

Ceiling, loss of heat by 213 

Chapels, heating and ventilation of. 261, 268 

Charcoal as a combustible 58 

Qiemlcal composition of comburtibles . 55 

Chemical equivalents 3, 54 

Chimney and mechanical ventilation . . 281 
Chimneys, effect of long and abort flues 129 

Chimneys for drying closet 168 

Chimneys for ventilation. 168, 248, 259, 272, 
280 

Chimn^s, principles of 125 

Chimneys to steam-boilers. 128 

Chimneys to stoves 189 

Chloride of calcium as a dryer 148, 173 

Church of St. Boch 284 

Closet for drying linen 167 

Closets, drying for schools, Ac. 171 

Coal as a combustible 57, 62, 64 

Coal, effect of; for ventUatlon. 274, 277, 285 

Coal, effect of; with boUen 78,82 

Coal-gas, eflSBct of 181,276 

Coal-gas, velocity of 114 

Codde, or hot-air stove 270 

Codfldent of contraction 115 

Coke as a combustible 57 

Cold by dilatation of air 48 

Cold by evaporation 138, 147 

Colour of polished steel 38 

CombustiDles, composition of 55 

Combustibles, radiating power of. . . . 73-75 

Combustibles, volume of air for 61-66 

Combustibles, volume of gas, &c., from . 66 

Combustion in steam-boUers 76-82 

Combustion, table of leading fkcta in . . 70 

Combustion, theory of 54 

Compressed air, efflux of Ill 

Comnression, heat produced 1^ 44 

Cimdensation by steam-pipes 95, 230 

Condensation reservolre 156-159 

Condensed-water apparatus 194 

Condensing aimaratus for stills 164 

Conduction of beat 211 

Conservatories, loss of beat by 222 

Contact of air, loss of heat by .... 206,228 
Cbntractton, ooefBdent of Il5 
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CootractUmofmeCalflneutlng 33 

CoDtractl<m of wheeU anomalous ... 22, 24 

OontractioD of wnmght iron 24 

Cooling at hlgb tempemtnrat 226 

Cooling, effect of covers on 224 

Coollnff, laws of 203,226 

Comlsn boiler, experiments on 63 

Cornish boilers, table of 87 

Cost of coals, wood, gas, &C. 277 

Covers, eflSect o^ on cooling 224 

Cubic capadty of hospital wards 273 

Current m hot-water pipes, velocity of . 200 

Cylinders, horizontal and vertical 209 

cylinders, steam-drying 174 

Cylindrical boilers, strength of 107 

Dalton's law for vapoor, he 14, 140 

Dampers for boilers 102 

Dead-plate for Ittmaoes 98 

Density and weight of bodies 51 

Density and wei^t of gases 53 

De^retz on water in v^xnir 134 

Dew-point 160 

Dilatation, cold produced by 48 

Dlscharneof airand gas 114,116 

Discharge of air by pipes 1I7 

Discharge of iteam-plpes to engines. .. . 122 

Discharging condensed water 194 

DistillaUon 163 

Double windows, effect of 220 

Draught-power of chimn^s 125 

Dry air, expansion and volume of 31 

Dicing at high temperatures 172 

Drying by heated air 165 

Drying in closed rooms 172 

Drying, principles of 166 

Drying closet for linen 167 

D^ng closets for asylums • 171 

Dryness of air Increued by heat 159 

Dulong's experlmeuts . . 3, 6, 28, 31, 64, 226 

Ebullition 14 

Effective heating surface of boUers .... 83 
Effect of enlargements of channels .... 121 
Effect of humidity of air on evaporation 144 

Effect of water in a o>mbu8tible 58, 61 

Effect of wind on evaporation 144 

EflSciency oMong and short boilers .... 78 

EfBax of comprised air Ill 

Elastic force of alcohol, ether, &C. 140 

Elastic force of vapour of water 132 

Elevation affects temperature of air . . . 41 

Enclosed heating pipes 191, 230, 288 

Enlargement of channels 121 

Equivalent columns of water, &c. 52 

Error of mercurial thermometer 36 

Ether as a combustible 57 

Ether, cold produced bj its evaporation 149 

Ether, evaporation of 142 

Evaporating pans 156 

Evaporating pans, proportion of 175 

Evaporating vessel fbr stoves 160 

Evaporation at boiling point , 161 

Evaporation at low pressures of air. . . . 295 

Evi^raration, cold produced by 147 

Evaporation, effect of wind on 143 

£vaporatioii in open aHi . • . . . \4\, \m, i&5 
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Evaporation of heated water isO 

EzsmpIesofbuUdings, heated, fte. .... 279 

Exhalations, air for 243,246 

£xpansi(m of gases 29 

Expansion of Uquids 26 

Expansiim of moist air 34 

Expansion of pipes by heat 196 

Expansion of souds 90 

Expansion of water 27 

ExJMunsive steam 88,90,92 

Experiments on fbel 69-4M, 276 

Explosive force of gaaee 294 

Factor of safety for steam-boilen 110 

Fens for ventilation 260-263 

Feed-water heater M 

Fire, position in bot-wateri4>paiBtafl.. 901 

Fire-bars 97 

Fire-brick ftimaoes, temperatare of . . . . 72 

Fires, open, rooms heated l^ 828 

Fires, proper regulsti<m of 82 

Firing, effect of forced 79 

Fletcher's observations on evapoiation. 147 

Flues, efiiect of long and shurt 129 

Flues to steam-boilers 87,103 

Flues to stoves, horizontal 184 

Flues to stoves, vertical, cast-iron 188 

Flues to stoves, vertical, sbeet-lnm. ... 189 

Forced firing, effect of 79 

Force of wind « 292 

Foreign bodies, not affecting bolUng ... 15 

Form of safety-valves 101 

Friction in air and steam-pipes 116 

]<Yiction of air in rectangmar channels . 120 

Friction of water in heating-pipee 198 

Frigorific mixtures 60 

Fuel, heating power of 66» 64 

Furnaces, fire-brick 72 

Furnaces, temperature of 39, 7% 76 

Furnaces to steam-boilers 96 

Gas, coal, for heating buildings 277 

Gks, coal, for heating water 181 

Gas, coal, for ventilation 276, 876 

Gases, absorption of, by liquids 296 

Gases, discharge of 114 

Gases, expansion of 99 

Gases, friction of, in pipes 116 

Gases, specific gravity of 31*63 

(lases, specific beat of 4,6 

Gay-Lussac's experiments 149 

Glaisber's observations 41, 138 

Glass bell-covers, effect on oooUng. «... 896 

Glasshouses, loss of heat by 222 

Glass in windows, loss of heat by 220 

Globe, internal heat of 43 

Greaves, observations on evapraratJoD . . 147 

Heat evolved by combustion 64, 60 

Heat evolved by compression 44 

Heat evolved by respiration 841 

Heat, latent lo^ 16 

Heat, liiss of, by boilers 79 

Heat, loss of, by conduction 909 

Heat, loss of. by contact of air 806 

Heat. loss of, by radiation 803 

Heat,uuitof * 1 
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A Pocket-Book for Chemists, Chemical Manufacturers, 

Metallurgists^ Dyers, Distillers, Brewers, Sugar Refiners, Photographers^ 
Students, etc., etc. By Thomas Bayley, Assoc. R.C. Sc. Ireland, Ana- 
lytical and Consulting Chemist, Demonstrator of Practical Chemistry, 
Analysis, and Assaying, in the Mining School, BristoL Royal 32mo, 
roan, gilt edges, 5^. 

Synopsis of Contents : 

Atomic Weights and Factors — Useful Data — Chemical Calculations — Rules for Indirect 
Analysis — Weights and Measures — Thermometers and Barometers — Chemical Physics— > 
. Boiling Points, etc. — Solubility of Substances— Methods of Obtaining Specific Gravity — Con- 
version of Hydrometers — Strength of Solutions by Specific Gravity — ^Analysis — Gas Analysis- 
Water Analysis— Qualitative Analysis and Reactions — Volumetric Analysis — Manipulation — 
Mineralogy — Assaying — Alcohol — Beer — Sugar — Miscellaneous Technological matter 
reladiig to Potash, Soda, Sulphuric Add, Chlorine, Tar Products, Petroleum, Milk, Tallow, 
I1iotognq>hy, Prices, Wages, etc., etc. 

Algebra Self-Taught By W. P. Higgs, M.A., 

D.Sc, LL.D., Assoc. Inst. C.E., Author of * A Handbook of the Differ- 
ential Calculus,' etc. Crown 8vo, cloth, 2s. dd. 

Contents : 

Symbols and the Signs of Operation^The EUjuation and the Unknown Quantity — 
Positive and Negative Quantities — Multiplication — Involution — Exponents — Negative Expo- 
nents — Roots, and the Use of Exponents as Logarithms — Logarithms — Tables of Loearithms 
and Proportionate Parts — Transformation of System of Logarithms — Common Uses of 
Common Logarithms — Compound Multiplication and the BVxioxaVxi')! TVACk\«xck.---\^v4\%vsicw^ 
Fractions and Ratio — Continued Proportion— The Senes and \Vve ^\MamasIv3vx ^\ ^^'Sskcvw 
Limit o/5eries— Square and Cube Roots— 'EquaUons — lAst ol YoTmvi\&« «xc. 
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On Designing Belt Gearing. By E. J. Cowling 

Welch, Mem. Inst Mcch. Engineers, Author of 'Designing Valve 
Gearing.* Fcapw 8vo, sewed, bd. 

Arbitrations : a Text-book for Surveyors in Tabu- 
lated Form. By Banister Fletcher, F.R.I.B.A., Author of 'Model 
Houses,' etc Crown 8vo, doth, $s. 

Contents : 

What matters may be submitted to Arbitration— Of die Submisaon — Of Revocation— 
Who may Arbitrate — Powers of the Arbitrators— Of Joint Arbitrators and Umfnres — Of 
Evidence— Of the Award — Of Costs and Charges — ^Advice to Plaintife and Ddfendants — 
Appendix of Forms. 



A Handbook of Formula, Tables, and Memoranda, 

for Architectural Surveyors and others engaged in Building, By J. T. 
Hurst, C.E. Twelfth edition. Royal 32010, roan, 5j. 

Containing : 

Formube and Tables for the Strength of Materials, Roofs, Water Supply, Drainage, Gas, 
and other matters useful to Architects and Builders — Information connected with Sanitary 
Engineering — Memoranda on the several Trades used in Building, including a Description of 
Materials and Analyses for Prices of Builders' Work — ^The Practice of Builders' Measure- 
ment — Mensuration and the Division of Land — ^Tables of the Weights of Iron and other 
Building Materials — Constants of Labour— Valuation of Property— Summary of the Practice 
in Dilapidations — Scale of Professional Charges for Ardiitects and Surveyors— Tables of 
English and French Weights and Measures. 

" It i-t no disparagement to the many excellent publications we refer to, to say that in our 
opinion this little pocket-book of Hurst's is the very best of them all, without any exception. 
It would be useless to attempt a recapitulation of the contents, for it appears to contain almost 
everything ihat anyone connected with building could require, and, best of all, made up in a 
compact form for carrying in the pocket, measuring only 5 in. by ^ in., and about f in. thick, 
in a limp cover. We congratulate the author on the success of his laborious and practically 
compiled little book, whioi has received unqualified and deserved praise from every profess 
sional person to whom we have shown it."— The Dublin Builder. 



Treatise on the Use of Belting for the Trans- 
mission of Power ; with numerous Illustrations of approved and actual 
methods of arranging Main Driving and Quarter-Twist Belts, and of Belt 
Fastenings. Examples and Rules in great number for Exhibiting and 
Calculating the Size and Driving Power of Belts. Plain, Particular, and 
Practical Directions for the Treatment, Care, and Management of Belts. 
Descriptions of many varieties of Beltings, together with chapters on the 
Transmission of Power by Ropes ; by Iron and Wood Frictional Gearing ; 
on the Strength of Belting Leather ; and on the Experimental Investiga- 
tions of Morin, Briggs, and others for determining the Friction of Belts 
under different Tensions, which are presented clearly and fully, with the 
Text and Tables unabridged. By John H. Cooper, M.E. Demy 8vo, 
doth, 15J. 



PUBLISHED BY K & F. N. SPON. 



The Principles of Graphic Statics. By George 

Sydenham Clarke, Lieut. Royal Engineers. With 112 iUuttraiions. 
4to» doth, I2J. hd. 

Spans' Builders^ Pocket-Book of Prices and Memo- 
randa, Edited by W. Young, Architect Royal 32mo, roan, 41. td, ; 
or cloth, red edges, y, 6d, Published annually. Eighth edition. Now 
ready. 

Long-Span Railway Bridges, comprising Investiga- 
tions of the Comparative Theoretical and Practical Advantages of the 
various adopted or proposed Type S3rstems of Construction, witibi numerous 
Formulae and Tables giving the weight of Iron or Steel required in 
Bridges from 300 feet to the limiting Spans ; to which are added similar 
Investigations and Tables relating to Short-span Railway Bridges. Second 
and revised edition. By B. Baker, Assoc. Inst. C.E. Plates^ crown 8vo, 
doth, 5x. 

Elementary Theory and Calculation of Iron Bridges 

and Roofs, By AUGUST RiTTER, Ph.D., Professor at the Polytechnic 
School at Aix-la-Cbapelle. Translated from the third German edition, 
by H. R. San key, Capt. R.E. With 500 illustrations, 8vo, cloth, 15J. 

TIte Builders Clerk : a Guide to the Management 

of a Builder's Business. By Thomas Bales. Fcap. 8vo, cloth, \s, 6d. 

The Elementary Principles of Carpentry. By 

• Thomas Tredgold. Revised from the original edition, and partly 
re-written, by John Thomas Hurst. Contained in 517 pages of letter- 
press, and illustrated with 48 plates and 150 wood engravings. Third 
edition, crown 8<ro, cloth, lis. 

Section I. On the Equality and Distribution of Forces — Section II. Resistance of 
Timber — Section III. Construction of Floors — Section IV. Construction of Roofs — Sec- 
tion V. Construction of Domes and Cupolas— Section VI. Construction of Partitions-^ 
Section VII. Scaffolds, Staging^, and Gantries — Section VIII. Construction of Centres for 
Bridges — Section IX. Coff«^ams, Shoring, and Strutting — Section X. Wooden Bridges 
and Viaducts — Section XI. Joints, Straps, and other Fastenings — Section XII. Timber. 

Engineering Notes. By Frank Robertson, Fellow 

Roy. Astron. Soc, late first Lieut R.E., and Civil Engineer Public 
Works Department in India. 8vo, cloth, 12s, 6d, 

The object of this work is to supply an cx\vaus\\ve d\iL«&\. o^ ^ «RaX.Vs.VTvw«^a«^ j»^ 
mbject, so far as is necessary and sufficient (or an Cuviueca Sa vc«m<:»« ^x^os^^ >si \*»->a' 
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The Electric Light in its Prctctical Application. By 

Pagbt Higgs, LL.D^ D.Sc, Telford Prizeman, and Associate Member 
of the Institution of Civil Engineers. With 94 ilbutraHons^ 240 pages. 
Demy 8vo. doth, ^ Contents : 

Introductoiy — Lamps or Burners Employing the Voltaic Arc — Electric "Candles** and 
Candle Lamnt— Lifting bv Incandescence — ^Magneto and D3mamo-^ectric Madiines— 
Mechanical Cffidenor of Electric Light Madun« — Simple Mathematical Considerations 
Concerning Electric Lighting— EUectric R^;ulators— Commerdal Aspect of Electric Lighting 
— Division of the Electric L^ght — ^Maritime and Military Aspects— Various Applications of 
the Electric Light — Electric Utfbons. 

Progressive Lessons in Applied Science. By Edward 

Sang» F.R.S.E. Crown 8vo, doth, each Part, 3X. 

Part X. Geometry on Paper — Part a. S<didity, Weight, and Pkesanie— Pkrt 3. Txigono- 
metry, \nsion, and Surveying Instruments. 

A Practical Treatise an Casting and Founding, 

including descriptions of the modem machinery employed in the art By 
N. E Sprktson, Engineer. With 82 plates drawn to scale, 412 pp. 
Demy 8vo, doth, i&f. 

A Practical Treatise on Coal Mining. By George 

G. ANDRiE, F.G.S., Assoc. Inst C.K, Member of the Sodety of Engineers. 
With 82 lithographic plates. 2 vols., rojral 4to, doth, 3^ I2x. 

Contents : 

I. Practical Geology— II. Coal, its Mode of Occurrence, Composition, and Varieties— III. 
Searching for Coal — IV. Shaft-sinking — ^V. Drivingof Levels, or Narrow Work — VI. Systems 
of Working— VII. Getting the Coal— VIII. Haulage— IX. Windinjc— X. Drainage— XI. 
Ventilation — XII. IncidAitai Operations — XIII. Surface Work— XIV. Management and 
Accounts — XV. Characteristics of the Coal Fiekis of Great Britain and America. 

The Electric Transmission of Power^ its Present 

Position and Advantages. By Paget Higgs, LL.D., D.Sc, Telford 
Prizeman, and Associate Member of the Institution of Civil Engineers. 
With numerous illustrations. Crown 8vo, cloth, 3X. 

Contents : 

Dynamo-electric Madiines — The Gnmme Machine — The Brush Machine — ^The Wallace- 
Farmer and Siemens Madiines — Efficiency of Dynamo-electric Machines — Practicability of 
the Transmission of Power by Electricity — Efficiency of Coupled Machines — Comparative 
Efficiency of Various Machines— Other Theoretical C<msideratk>ns— Condusions. 

The Clerk of Works: sl Vade-Mecum for all engaged 

in the Superintendence of Building Operations. By G. G, Hoskins, 
F.R.LB.A. Fcap. 8vo, doth, is. 6d. 

Coffee Planting in Southern India and Ceylon. By 

£, C. P. HULU Ctowu%vo^ do^ ^, 
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Spans' Information for Colonial Engineers. Edited 

by J. T. Hurst. Demy 8vo, sewed. 

No. I, Ceylon. By Abraham Deane, C.E. 2j. dd. 

Contents : 

Introductory Remarks— Natural Productions — Architecture and Engineering — Topo- 
graphy, Trade, and Natural History — ^Principal Stations — Weights and Measures, etc., etc. 

No. 2. Southern Africa, including the Cape Colony, Natal, and the 

Dutch Republics. By Henry Hall, F.R.G.S., F.R.C.I. With 

Map. 3J. dd, ^ 

^ ^ Contents : 

General Description of South Africa — Physical Geography with reference to Engineering 
Operations — Notes on Labour and Material in Cape Colony — Geological Notes on Ro(£ 
Formation in South Africa — Engineering Instruments for Use in South Africa — Principal 
Public Works in Cape Colony: Railways, Mountain Roads and Passes, Harbour 'Works, 
Bridges, Gas Works, Irrip^ation and Water Supply, Lighthouses, Drainage and Sanitary 
Engineering, Public Buildings, Mines— Table of Woods in South Africa — ^Animals used for 
Draught Purposes — Statistical Notes — ^Table of Distances — Rates of Carriage, etc. 

No. 3. India. By F. C. Danvers, Assoc. Inst C.E. With Map. 4J. 6rf. 

Contents : 

Physical Geography of India — Building Materials—Roads—Railways — Bridges — Irriga- 
tion — River^ Works — Harbours — Lighthouse Buildings — Native Labour — The Principal 
Trees of India — Money — Weights and Measures— Glossary of Indian Terms, etc 



Tropical Agriculture ; or, the Culture, Preparation, 

Commerce, and Consumption of the Principal Products of the Vegetable 
Kingdom, as furnishing Food, Clothing, Medicine, etc., and in their 
relation to the Arts and Manufactures ; forming a practical treatise and 
Handbook of Reference for the Colonist, Manmacturer, Merchant, and 
Consumer, on the Cultivation,' Preparation for Shipment, and Commercial 
Value, etc., of the various Substances obtained from Trees and Plants 
entering into the Husbandry of Tropical and Sub-Tropical Regions. By 
P. L. SiMMONDS. Second edition, revised and improved, 515 pages, 
8vo, cloth, i/. IX. 



Steely its History^ Manufacture^ and Uses. By 

J. S. Jeans, Secretary of the Iron and Steel Institute. 860 pages and 
2^ plates, 8vo, cloth, 36^. 

Section I., History of Steel : Chap. 1. History of Steel— 2. Eariy History in England 
—3. Progress of Invention — ^4. History of Bessemer Process — 5. Siemens-Martin Process — 
6. Other Steel-making Processes — 7. Steel in America— 8. Germany— 9. France— 10. Austria 
—II. Russia— X2. Sweden— 13. Other Countries. Section II., Manufacture of Steel: 
Chap. 14. Cementation and other Methods— x5. Manufacture by Bessemer Process — 16. 
Stemens-Martin Process— 17. Other Methods. Section III., Chemical and Physical 
Properties of Steel: Chap. 18. Phosphorus in Steel — 19. The Use oC M.-m^-sbmb^s*'— ^"^« 
Spiegeleben— 21. Sulphur in Steel— 22. Silicon \ti Slt«\— a-x. Twv^-^^ '5iU«s^^ ^^ 'S^r^- ^is^ 
Mechanicai Tests ofStecl—as. Analysis of Steel. SectxouVl .,>3si5.| oj ^liT^'S^^w 
Application of Steel to Railway Purposes— a?. To Sfe\v'^\x\\^\ti«-Q:^'^o^^'«^ ^^^ ^ 
09. To Geaersd Purposes— 30. Guns and Armour P\ate&— -^x. OU«x Vxa^ow** 
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Compensations: a Text-book for Surveyors, in Tabu- 
lated Form. By Banister Flbtchjbr. Crown 8vo, clotii, 5x. 

Contents : 

The Varieties of Damage for whidi Claims may arise — Various Classes of Property- 
Points to be observed in Survevs — Notices to Treat— Nature of Damage for which Qaims 
can and cannot be sustained — ^What I^roperty can be compulsorily taken — ^When Entry on 
Property can and cannot be compulsorily made— Of Goodwul and Stock — and of die various 
Legal Methods of Settlement ot Disputed Claims— together with Fidl axtd ExpKeit Instruc 
tions on the Methods of Valuing and of Making Claims ; widi Comments on Cases arising 
under the Metropolb Local Management and Metropolitan Buildings Acts ; the whole ^ven 
in a Practical and Comprehensive Form, supplemented by a copious Appendix, contaming 
many Useful Forms and Precedents, and also Tables for the Valuation of Freeholds, Lease- 
holds, Reversionss and Life-Interests. 

Dilapidations: a Text-book for Architects and Sur- 
veyors, in Tabulated Form. By Banister Fletcher, Fellow Royal 
Inst Brit Arch. (Author of ' Model Houses '). Showing who are liable for 
Dilapidations, and the extent of the liability of Lessors, Lessees, Tenants 
at will, Tenants by elegit. Statute, Merchant, or Staple Tenants in fee 
simple. Tenants in taU, Tenants for life. Tenants for years without 
impeachment of Waste, Mortgagor, Mortgagee in possession. Yearly 
Tenants, Tenants in common, and joint Tenants, Rights of coparceners ; 
also what are dilapidations and waste, and further fully instructs the 
surveyor how to take and value them, to which is added the duties of 
surveyors, with a table of legal cases, embracing the most recent, and 
illustrated throughout by examples drawn from the author's experience, 
and latest legal decisions. Crown 8vo, cloth, 5^. 

Quantity Surveying, for the use of Architects , Builders, 

and Enj^ruers. By J. LEANING. IVilk 42 illustrations, 375 pages, 
crown 8vo. cloth, 9^. 

Spon^' Dictionary of Engineering, Civil, Mechanical, 

Militarv, and Naval; with technical terms in French, German, Italian, 
and Spanish, 3100 pp., and nearly 8000 engravings, in super-royal 8vo, 
in 8 divisions, 5/. 8^. Complete in 3 vols., cloth, 5/. 5^. Bound in a 
superior manner, half-morocco, top edge gilt, 3 vols., 61, 12s, 

Seepage 16. 

A Treatise on the Origin, Progress, Prevention, and 

Cure of Dry Rot in Timber; with Remarks on the Means of Preserving 
Wood from Destruction by Sea- Worms, Beetles, Ants, etc. By Thomas 
Allen Britton, late Surveyor to the Metropolitan Board of Works, 
etc, etc. FiateSf crown Svo, cloth, yj. 6d, 

Metrical Tables, By G. L. Molesworth, M.I.C.E. 

32mo, cloth, \s, 6d. 

Contents. 

(Jeneral — Linear Measures — ^Square "W.eas.\w«&— Cubic Measures— Measures of Capacity 

Weigh ts — Combinations— Thermometets. 
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A Handbook of Electrical Testing. By H. R. 

Kemps, Assoc, of the Society of Telegraph Engineers. With Ilhistra- 
tions. Fcap. 8vo, cloth, $s. 



Electricity; its Theory, Sources, 'and Applications. 

By John T. SPRAGUBi Member of the Society of Telegraph Engineers. 
Wifli 91 woodcuts and 30 valuable Tables. Crown 8vo, cloth, &f. 



Electro 'Telegraphy. By Frederick S. Beechey, 

Telegraph Engineer, a Book for Beginners. Fcap. Svo, cloth, is. td. 



H andr ailing : by the Square Cut. By John Jones, 

Staircase Builder. Fourth edition. With seven plates. 8vo, cloth, y. 6d, 



Sponi Engineers and Contractors' Illustrated Book 

of Prices of Machines ^ Tools ^ Ironwork ^ and Contractors^ Material; 
and Engineers^ Directory. Third edition, 4to, cloth, 6x. 



The Gas Consumers Handy Book. By William 

Richards, C.E. Illustrated. i8mo, sewed, (>d. 



A Practical Treatise on Natural and Artificial 

Concrete, its Varieties and Constructive Adaptations, By Henry Reid, 
Author of the * Science and Art of the Manufacture of Portland Cement.* 
With numerous woodcuts and plates y 8vo, cloth, ly. 

The Gas Analyst's Manual. By F. W. Hartley, 

Assoc. Inst. C.E., etc. With numerous illustrations. Crown 8vo, 
cloth, 6^. 



The French - Polishers Manual. By a French- 

Polisher; containing Timber Staining, Washing, Matching, Improviti^^ 
Painting, Imitations, Directions for S\.a.mm^, ^\ivsv^^ ^\sJci^^>xs.^, 
Smoothing, Spirit Varnishing, ¥rencVYoVv&\v\tv^, Xivt^oCvjrccs* 'v^"^ ^^- 
poJishing. Third edition, royal 32mo, sewed^ ^d. 
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A Pocket-Book of Useful Formula and Memoranda 

for Civil and Mechanical Engineers, By Guilford L. Molesworth, 
Mem. Inst. C. E., Consulting Engineer to the Government of India for 
State Railways. Twentieth edition, 32mo, roan, 6j'. ; or printed on India 
paper and bound in pocket-book form, in russia or morocco, *js, 6d, 

Synopsis of Contents: 

Surveying, Levelling, etc. — Strength and Weight of Materials— Earthwork, Brickwork, 
Masonry, Arches, etc. — Struts, Columns, Beams, and Trusses — Flooring, Roofing, and Roof 
Trusses--Girders, Bridges, etc. — Railways and Roads — Hydraulic Formulafr— CanaJs, Sewers, 
Waterworics, Docks — Irrigation and Breakwaters — Gas, Ventilation, and Warming — Heat, 
Light, Colour, and Sound — Gravity: Centres, Forces, and Powers — Millwork, Teeth of 
Wheels, Shafting, etc. — Workshop Recipes — Sundry Machinery — Animal Power— Steam and 
the Steam Engine— Water-power, Water-wheels, Turbines, etc. — ^Wind and Windmills — 
Steam Navigation, Ship Building, Tonnage, etc. — Gunnery, Projectiles, etc. — Weights; 
Measures, and Money— Trigonometry, Conic Sections, and Curves— Telegraphy — Mensura- 
tion — Tables of Areas and Circumference, and Arcs of Circles — Logarithms, Square and 
Cube Roots, Powers — Reciprocals, etc. — Useful Numbers— Differential and Integral Calcu- 
lus — Algebraic Signs — ^Telegraphic Construction and Formulae. 

" Most of our readers are already acquainted with Molesworth's Pocket-book, and not a 
few, we imagine, are indebted to it for valuable information, or for refreshers of the memory. 
The book has been re-arranged, the supplemental formulae and tables added since the first 
issue having now been incorporated with the body of the book in their proi)er positions, the 
whole makine a handy size for the pocket. .Every care has been taken to ensure correctness, 
both clerically and typo^^raphically, and the book is an indispensable vade-ntecufH for the 
mechanic and the professional man.'' — English Mechanic, 

Spans Tables and Memoranda for Engineers; 

selected and arranged by J. T. Hurst, C.E., Author of * Architectural 
Surveyors' Handbook,* * Hurst's Tredgold's Caipentry,* etc. 641110, roan, 
gilt edges, third edition, revised and improved, ij. Or in cloth case, 
ij. dd. 

This work is printed in a pearl type, and is so small, measuring only 2i in. by if in. by 
\ in. thick, that it may be easily carried in the waistcoat pocket. 

" It is certainly an extremely rare thing for a reviewer to be called upon to notice a volume 
measuring but ai in. by if in., yet these dimensions faithfully represent the size of the handy 
little book before us. The volume — which contains xi8 printed pages, besides a few blank 
pages for memoranda — is, in fact, a true pocket-book, adapted for being carried in the waist- 
coat pocket, and containing a far greater amount and variety of information than most people 
would imagine could be compressed into so small a space. .... The little volume has been 
compiled with considerable care and judgment, and we can cordially recommend it to our 
readers as a useful little pocket companion."— £»^gw«^^rr>^. 

Analysis, Technical Valuation^ Purification and Use 

of Coal Gas. By the Rev. W. R. BowDlTCH, M. A. With wood engravings^ 

8vo, cloth, I2s. 6d. 

Condensation of Gas — Purification of Gas — Light — Measuring — Place of Testing Gas- 
Test Candles — The Standard for Measuring Gas-light — Test Burners — ^Testing Gas for 
Sulphur— Testing Gas for Ammonia — Condensation by Bromine — Gravimetric Method of 
taking Specific Gravity of Gas — Carburetting or Naphthalizing Gas — ^Acetylene— Explosions 
of Gas — Gnawing of Gaspipes by Rats — Pressure as related to Public Lighting, etc. 

HopSy their Cultivation, Commerce^ and Uses in 

various Countries. By P. "L. ^\Wfc&.o^Ti?». Q,xcswcL%^«i^ O^a^ 4^1. 6^/. 
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A Practical Treatise on the Manufacture and Distri- 
bution of Coal Gas, By William Richards. Demy 4to, with numerous 
wood engravings and large plates, cloth, 28j. 

Synopsis of Contents : 

Introduction — History of Gas Lighting — Chemistry of Gas Manufacture, by Lewis 
Thompson, Esq., M.R.C.S. — Coal, with Ajnalyses, by J. Paterson, Lewis Thompson, and 
G. R. Hislop, Esqrs. — Retorts, Iron and Clay — Retort Setting — Hydraulic Main-— Con- 
densers — Exhausters — Washers and Scrubbers— Purifiers— Purification — History of Gas 
Holder — Tanks, Brick and Stone, Composite, Concrete, Cast-iron, Compound Annular 
Wrought-iron — Specifications — Gas Holders — Station Meter — Governor — Distribution — 
Mains — Gas Mathematics, or Formulae for the Distribution of Gas, by Lewis Thompson, Esq. — 
Services — Consumers' Meters — Regulators — Burners — Fittings— Photometer — Carburization 
of Gas — Air Gas and Water Gas — Composition of Coal Gas, by Lewis Thompson, Esq. — 
Analyses of Gas — Influence of Atmospheric Pressure and Temperature on Gas — Residual 
Products — Appendix — Description of Retort Settings, Buildings, etc., etc. 

Practical Geometry and Engineering Drawing ; a 

Course of Descriptive Geometry adapted to the Requirements of the 
Engineering Draughtsman, including the determination of cast shadows 
and Isometric Projection, each chapter being followed by numerous 
examples; to which are added- rules for Shading Shade-lining, etc., 
together with practical instructions as to the Lining, Colouring, Printing, 
and general treatment of Engineering Drawings, with a chapter on 
drawing Instruments. By George S. Clarke, Lieut. R.E., Instructor 
in Mechanical Drawing, Royal Indian Engineering College, Cooper's 
Hill. 20 plates , 4to, cloth, 15^. 

The Elements of Graphic Statics. By Professor 

Karl Von Ott, translated from the German by G. S. Clarke, Lieut. 
R.E., Instructor in Mechanical Drawing, Royal Indian Engineering 
College, Cooper's Hill. Crown 8vo, cloth, 5^. 

Seepage 3. 

A Practical Treatise on Heat, as applied to the 

Useful Arts; for the Use of Engineers, Architects, etc. By Thomas 
Box. With \^ plates. Third edition, crown 8vo, cloth, 12s, 6d, 

The New Formula for Mean Velocity of Discharge 

of Rivers and Canals, By W. R. Kutter, translated from articles in 
the * Cultur-Ingenieur.' By Lowis D'A. Jackson, Assoc Inst. C.E. 
8vo, cloth, I2J. td. 

Hydraulics of Great Rivers ; being Observations and 

Surveys on the Largest Rivers of the World, By J. J. Revy. Imp. 4to, 
cloth, with eight large plates and charts^ 2/. 2s, 

Practical Hydraulics ; a Series of Rules and Tables 

for the use of Engineers, etc., etc. By Thomas Box* ¥v^^3cl ^'5^>5C\RfOL^ 
numerous plates^ post 8vo, cloth, $j. 
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The Indicator Diagram Practically Considered. By 

N. P. Burgh, Engineer. Numerous iUustratians^ fifth edition. Crown 
8vo, cloth, dr. dd, 

** This volume possesses one feature which renders it almost unique ; this feature is the 
mode in which it is illustrated. It is not difficult to take a diajcram if the iastrument is once 
set, and the setting with stationary engines is occasionally easy enough, but circumstances 
continually arise under which the young engineer is completely at a loss as to how to obtain 
a diagram. All uncertainty will be removed by referring to the book under consideration : 
here we have drawings of die arrangements to be adopted under every conceivable circum- 
stance, drawings, we may add, illustrating the practice of the best engineers of the day.'*— 
Engineer, 

Link-Motion and Expansion Gear Practically Con- 
sidered, By N. P. Burgh, Engineer. Illustrated with ^plates and 22g 
wood engravings^ small 4to, cloth, 3af. 

The Mechanician and Constrtictor for Engineers, 

comprising Forging, Planing, Lining, Slotting, Shaping, Turning, Screw 
Cutting, etc. By Cameron Knight. Containing i^ plates, ii/^T illus- 
trations, and ^^T pages of letterpress. Cheaper edition, cloth, i8x. 

The Essential Elements of Practical Mechanics; 

based on the Principle of Work, designed for Engineering Students. By 
Oliver Byrne, formerly Professor of Mathematics, College for Civil 
Engineers. Third edition, illustrated by numerous wood engravings, 
post 8vo, cloth, 7j. dd. 

Contents : 

Chap. I. How Work is Measured by a Unit, both with and without reference to a Unit 
of Time — Chap. 2. The Work of Living Agents, the Influence of Friction, and introduces 
one of the most beautiful Laws of Motion — Chap. i. The principles expounded in the first and 
second chapters are applied to the Motion of Bodies — Chap. 4. The Transmission of Work by 
simple Machines — Chap. 5. Useful Propositions and Rules. 

The Practical Millwrights and Engineers Ready 

Reckoner; or Tables for finding the diameter and power of cog-wheefs, 
diameter, weight, and power of shafts, diameter and strength of bolts, etc 
By Thomas Dixon. Fourth edition, i2mo, cloth, y. 

Contents: 

Diameter and Power of Wheels — Diameter, Weight, and Power of Shafts — Multipliers for 
Steam used Expansively— Diameters and Strength of Bolts — Size and Weight of Hexagonal 
Nuts — Speed of Governors for Steam Engines—Contents of Pumps — ^Working Barrels — Cir- 
cumferences and Areas of Circles — Weight of Boiler Plates — French and English Weights and 
Measures, etc. 

The Principles of Mechanics and their Application to 

Prime Movers, Naval Architecture, Iron Bridges, Water Supply, etc. By 
W. J. Millar, C.E., Secretary to the Institution of Engineers and Ship- 
builders, Scotland. Cto^xv^vo, dalV^^ V'^<!^» 
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A Practical Treatise on Mill-gearings Wheels, Shafts, 

Riggers^ etc, ; for the use of Engineers. By Thomas Box. Crown 8vo, 
cloth, witA 1 1 platesy second edition, 7^. dd. 

Mining Machinery: a Descriptive Treatise on the 

Machinery, Tools, and other Appliances used in Mining. By G. G. 
Andre, F.G.S., Assoc. Inst C.E., Mem. of the Society of Engineers. 
Royal 4to, uniform with the Author's Treatise on Coal Mining, con- 
taining 182 platesy accurately drawn to scale, with descriptive text, in 
2 vols., cloth, 3/. I2J. 

Contents ; 

Machinery for Prospecting^ Excavating, Hauling, and Hoisting — Ventilation — Pumping— 
Treatment of Mineral Products, including Gold and Silver, Copper, Tin, and Lead, Iron, 
Coal, Sulphur, China Clay, Bride Earth, etc. 

The Pattern Makers Assistant ; embracing' Lathe 

Work, Branch Work, Core Work, Sweep Work, and Practical Gear 
Construction, the Preparation and Use of Tools, together with a larre 
collection of Useful and Valuable Tables. By Joshua Rose, M.E. 
With 250 illustrations. Crown 8vo, cloth, lOf. 6d, 

The Science and Art of the Manufacture of Portland 

Cement^ with observations on some of its constructive applications, with 
numerous illustrations. By Henry Reid, C.E., Author of * A Practical 
Treatise on Concrete,* etc., etc 8vo, cloth, i&r. 

The Draughtsman s Handbook of Plan and Map 

Drawing; including instructions for the preparation of Engineering, 
Architectural, and Mechanical Drawings. With numerous illustrations 
in the texty and 33 plates (15 printed in colours). By G. G. Andre, 
F.G.S., Assoc. Inst. C.E. 4to, cloth, reduced to 91. 

Contents : 

The Drawing Office and its Furnishings — Geometrical Problems — Lines, Dots, and their 
Combinations — Colours, Shading, Lettering, Bordering, and North Points — Scales — Plotting 
— Civil Engineers' and Surveyors' Plans — Map Drawing— Mechanical and Architecturau 
Drawing — Copying and Reducing Trigonometrical Formula, etc., etc 

The Railway Builder : a Handbook for Estimating 

the Probable Cost of American Railway Construction and Equipment. 
By William J. Nicolls, Civil Engineer. Illustrated, full bound, pocket- 
book form, 7^. 6d, 

Rock Blasting: a Practical Treatise on the means 

employed in Blasting Rocks for Industrial Purposes. By G. G. Andre, 
F.G.S., Assoc. Inst C.E. With 56 illustrations and 12 ^^«^ ^s<i^ ^^afrJs^ 
los, 6d. 
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Stir charged and different Forms of Retaining Walls, 

By J. S. Tate. Cuts, 8vo, sewed, 2J. 

A Treatise on Ropentaking as practised in public and 

private Rope-yardsy with a Description of the Manufacture, Rules, Tables 
of Weights, etc., adapted to the Trade, Shipping, Mining, Railways, 
Builders, etc By R. Chapman, formerly foreman to Messrs. Huddart 
and Co., Limehouse, and late Master Ropemaker to H.M. Dockyard, 
Deptford. Second edition, i2mo, cloth, 3J. 

Sanitary Engineering ; a Series of Lectures given 

before the School of Engineerings Chatham, Division I. Air. — Division II. 
Water. — Division III. The Dwelling. — Division IV. The Town and 
Village. — Division V. The Disposal of Sewage. Copiously illustrated. 
By J. .Bailey Denton, C.E., F.G.S., Honorary Member of the Agri- 
cultural Societies of Norway, Sweden, and Hanover, and Author of the 
'Farm Homesteads of England,* 'Village Sanitary Economy,* 'Storage 
of Water,' * Sewage Farming,' etc. Royal 8vo, cloth, 25^-. 

Sanitary Engineering: a Guide to the Construction 

of Works of Sewerage and House Drainage, with Tables for facilitating 
the calculations of the Engineer. By Baldwin Latham, C.E., M. Inst. 
C.E., F.G.S., F.M S., Past-President of the Society of Engineers. Second 
edition, with numerous plates and woodcuts , 8vo, cloth, i/. los, 

A Practical Treatise on Modem Screw-Propulsion, 

By N. P. Burgh, Engineer. Illustrated with 52 large plates and 103 
woodcutSy 4to, half-morocco, 2/. zs. 

Screw Cutting Tables for Engineers and Machinists^ 

giving the values of the different trains of Wheels required to produce 
Screws of any pitch, calculated by Lord Lindsay, M.P., F.R.S., F.R.A.S., 
etc. Royal 8vo, cloth, oblong, 2j. 

Screw Cutting Tables, for the use of Mechanical 

Engineers, showing the proper arrangement of Wheels for cutting the 
Threads of Screws of any required pitch, with a Table for making the 
Universal Gas-pipe Threads and Taps. By W, A. Martin, Engineer. 
Second edition, royal 8vo, oblong, cloth, is. 

Treatise on Valve-Gears, with special consideration 

of the Link-Motions of Locomotive Engines. By Dr. Gustav Zeuner. 
Third edition, revised and enlarged, translated from the German, with the 
special permission, ol tVie avithor, by Moritz MtJLLER. Plates, 8vo, 
cloth, I2J. 6rf. 
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Cleaning and Scouring : a Manual for Dyers, Laun- 
dresses, and for Domestic Use. By S. Christopher. i8mo, sewed, 6d, 

A Treatise on a Practical Method of Designing Slide- 

Valve Gears by Simple Geometrical Construction^ based upon the principles 
enunciated in Euclid's Elements, and comprising the various forms of 
Plain Slide- Valve and Expansion Gearing ; together with Stephenson's, 
Gooch's, and Allan's Link-Motions, as applied either to reversing or to 
variable expansion combinations. By Edward J. Cowling Welch, 
Memb. Inst Mechanical Engineers. Crown 8vo, doth. dr. 

The Slide Valve practically considered. By N. P. 

Burgh, Engineer. Ninth edition, with 88 illustrations ^ crown 8vo, 
cloth, 5^. 

A Pocket-Book for Boiler Makers and Steam Users, 

comprising a variety of useful information for Employer and Workman, 
Government Inspectors, Board of Trade Surveyors, Engineers in charge 
of Works and Slips, Foremen of Manufactories, and the general Steam- 
using Public. By Maurice John Sexton. Royal 32mo, roan, gilt 
edges, 5j. 

Modern Compound Engines ; being a Supplement to 

Modem Marine Engineering. By N. P. Burgh, Mem. Inst. Mech. Eng. 
Numerous large plates of working drawings^ 4to, cloth, i&r. 

The following Firms have contributed Working Drawings of their best and most modem 
examples of Engines fitted in the Royal and Mercantile Navies : Messrs. MaudslajTi Rennie, 
Watt, Dudgeon, Humphreys, Ravenhill, Jackson, Perkins, Napier, Elder, Laird, Day, 
AUibon. 

A Practical Treatise on the Steam Engine, con- 
taining Plans and Arrangements of Details for Fixed Steam Engines, 
with £ssa3rs on the Principles involved in Design and Construction. By 
Arthur Rigg, Engineer, Member of the Society of Engineers and of 
the Royal Institution of Great Britain. Demy 4to, copiously illustrated 
with woodcuts and ^d plates ^ in one Volume, half-bound morocco, 2/. %s,\ 
or cheaper edition, cloth, 25^-. 

This work b not, in any sense, an elementary treatise, or history of the steam engine, but 
is intended to describe examples of Fixed Steam En^'nes without entering into the wide 
domain of locomotive or marine practice. To this end illustrations will be given of the most 
recent arrangements of Horizontal, Vertical, Beam, Pumping, Winding, Portable, Semi- 

g)rtable, Corliss, Allen, Compound, and other similar Engines, by the most eminent Firms in 
reat Britain and America. ^ The laws relating to the action and precautions to be observed 
in the construction of the various details, such as Cylinders, Pistons, Piston-rods, Connecting- 
rods, Cross-heads, Motion-blocks, Eccentrics, Simple, Expansion, Balanced, and EquiUbrlunv 
Slide-valves, and Valve^earing will be minutely dealt with, lu tbS& cotak«c7&siTLNr&.\>K>.Wk.TiL^ 
articles upon the Velocity oi Reciprocating Parts and tVit "Nlodt ol Kv^^va*.^^^'^^'^^'*^'^'** 
TAca^t and Expansion of Steam Governors, and the \iWe. It \s ^e ntcwXc^^ ^eaa^ v* g^^^ 
illustrations from every possible source, and give oiAy those t\)\c&t3kiaXvtes«ns.V^^^*^^^ 
cortectt 



PUBLISHED BY K & F. N. SPON. 15 

A Pocket- Book of Practical Rules for the Proportions 

of Modern Engines and Boilers for Land and Marine purposes. By N. P. 

Burgh. Seventh edition, royal 32mo, roan, 4r. 6^. 

Details of High-Pressure Engnne, Beam Engine, Condensing, Marine Screw Engines, 
Oscillating Engines, Valves, etc, Land and Marine Boilers, Proportions of Engines produced 
by the Rules, Proportions of BoUers, etc. 

Table of Logarithms of the Natural Numbers, from 

I to 108,000. By Charles Babbage, Esq., M.A. Stereotyped edition, 

royal 8vo, cloth, is, 6d, 

To ensure the correctness of these Tables of Logarithms, they were compared with Callett's, 
Vega's, Hutton's, Briggs', Gardiner's, and Taylor's Tables of Lc^arithms, and carefully read 
by nine different readers ; and further, to remove any possibility of an error remaining, the 
stereotyped sheets were hung up in the Hall at Cambridge University, and a reward offered 
to anyone who could find an inaccuracy. So correct are these Tables, that since their first 
issue in 1827 no error has been discovered. 

The Steam Engine considered as a Heat Engine : a 

Treatise on the Theory of the Steam Engine, illustrated by Diagrams, 
Tables, and Examples from Practice. By Jas. H. Cotterill, M.A., 
Professor of Applied Mechanics in the Royal Naval College; 8vo, cloth, 
12s. 6d. 

The Practice of Hand Ttirning in Wood, Ivory, Shell, 

etc., with Instructions for Turning such Work in Metal as may be required 
in the Practice of Turning in Wood, Ivory, etc., also an App^idiix on 
Ornamental Turning. (A book for beginners). By Francis Campin. 
Second edition, with wood engravings, crown 8vo, cloth, 6^, 

Contents : 

On Lathes — ^Turning Tools — ^Turning Wood — Drilling — Screw Cutting — Miscellaneous 
Apparatus and Processes — Turning Particular Forms — Staining— Polishing— Spinning Metals 
— Materials — Ornamental Turning, etc. 

Health and Comfort in House Building, or Ventila- 
tion with Warm Air by Self- Acting Suction Power, with Review of the 
mode of Calculating the Draught in Hot- Air Flues, and with some actual 
Experiments. By J. Drysdale, M.D., and J. W. Hayward, M.D. 
Second edition, with Supplement, demy 8vo, with plates, cloth, 'js, 6d, 

Treatise on Watchwork, Past and Present, By the 

Rev. H. L. Nelthropp, M.A., F.S.A. Numerous illustrations, crown 
8vo, cloth, 6j. dd. Contents : 

Definitions of Words and Terms used in Watchwork — ^Tools — Time— Historical Sum- 
mary — On Calculations of the Numbers for Wheels and Pinions; their Proportional Sizes, 
Tra ns, etc. — Of Dial Wheels, or Motion Work — Length of Time of Going without Winding 
tip — The Verge— The Horizontal — ^The Duplex— The Lever— The C^wvKiTweuet--"%jeg^'aSsx«w'it 
Watches— Keyless Watches— The Pendulum, or SpwaX ^^xm^— Comv«a&^^w\r--^«.^«^;^*^^ 
Pivot Ho7es— C/erken well— Fallacies of the Trade- Incac^cwtv Ql'^wVxftKtt^'^*^'^ v.v^'QwiwMfe 
and Use a Watch, etc. 
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Now in Course of Publication. 

To be completed in about 30 Monthly Parts, each Part containing 64 pp., 
with numerous illustrations^ super-royal Svo, price 2.r. ; or in 5 DivisionSi 
cloth, price 13/. td. each. 
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Now in Course of Publication. 



To be completed in about 18 Monthly Parts, each Part containing 64 pp., 
with numerous illustrations, super-royal 8vo, price 2s, ; or in 3 Divisions, \ 
cloth, price I3r. (>d. each. 
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